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Tlie present day power utilities are facing the problem of maintaining the required bus 
voltages due to stressed operation of the network. The power systems which used to be 
transient (angle) stability limited have now become voltage stability limited. Hence the 
focus of the research in the power system area is being more concentrated on voltage 
security and voltage stability studies. 

Voltage security has been defined [1] as the ability of a system not only to operate 
stably but also remain stable (as far as maintenance of system voltage is concerned ) 
following any reasonably credible contingency or adverse system change. Voltage stability 
[1] is the ability of the system to maintain voltage so that when load admittance is 
increased load power will increase and so that both power and voltage are controllable. 

The security assessment involves contingency analysis which can be performed by AC 
load flow for various outage cases. However, in a practical system, number of contingen- 
cies are so large that they can not be analyzed online by the AC load flow methods. Hence 
the contingencies are first ranked in rough order of their relative severity employing con- 
tingency selection algorithms. Then full AC load flow is run for only severe contingency 
cases. 

Existing contingency selection algorithms employ approximate methods such as local 
solution method [2], one iteration of AC load flow [3], the linearized load flow methods 
[4], and distribution factor methods [5]. These methods are either quite inaccurate or 
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requires large computational time. Artificial neural network are being popularly used 
in in power system and other engineering applications due to their capability to map 
nonlinear functions accurately and the fast computational speed. 

Voltage security has been conventionally assessed with respect to operating limits of 
bus voltage and/or reactive power output of the sources. However, the secure operation 
of present day system requires ensuring a minimum margin of voltage stability. With the 
increased use of compensating devices such static VAR compensators, which raises the 
critical voltage to normal operating range, makes the bus voltage itself a poor indicator 
of voltage stability. 

For contingency ranking required to assess the relative severity of contingencies, scalar 
performance indices have been used. The performance indices suffer from two typical 
problems of misranking and masking effects. One of the attempts to overcome these 
problems was suggested by Hsu et al. [6] by using Fuzzy Logic. 

In most of the research works the voltage stability have been considered as static 
phenomena due to slow variation of voltage over a long time until it reaches near to 
maximum loadability or collapse point. Extensive works on prediction of voltage stability 
exist which can be classified into Direct and Indirect methods. In Direct method stability 
margin is defined in terms of additional demand that will take the system to stability 
boundary. It uses methods such as optimization method [7], multiple load flow solution [8] 
etc. Indirect methods utilize some indices such as singularity of load flow Jacobian [9], 
minimum singular value or condition number of load flow Jacobian [10] etc. Howev^er. 
these methods, in general require large computing time and may not be suitable for 
certain applications such as the voltage contingency selection. 

From literature survey it has been observed that even some simplified power system 
models exhibit oscillatory type unstable response due to Hopf bifurcation much before the 
saddle node bifurcation [11] i.e. maximum loadability limit. Dobson et al. [12] derived 
the first order sensitivity factor of system parameters with respect to Hopf bifurcation. 
However, no proper method has been suggested to predict the numerical values of stability 
margin with respect to Hopf bifurcation required for the secure operation of power system. 

Weakness of transmission boundary around the group of buses are the structural weak- 
ness that causes voltage collapse. These group of buses are called as voltage control areas. 
To determine voltage control areas Schlueter et al. [13] developed an algorithm based on 
load flow Jacobian sensitivity. However, with this method, the control areas have to be 
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recomputed with slight change in system loading conditions. 

One of the recent operating concerns in the power system network is to ensure a 
minimum margin of voltage stability. This can be achieved by installing compensating 
devices in the system and taking appropriate control actions. An optimal generation 
rescheduling scheme with respect to maximization of minimum singular value ha.s been 
presented in ref. [14] for enhancing the voltage stability margin. Flexible A.C. transmission 
system (FACTS) devices are being popularly used in the power systems for improvement 
of system stability. From the literature survey it appears that the elfect of optimal setting 
of FACTS devices on voltage stability margin has not yet been explored. 

Therefore the moti\'ation behind the work presented in this thesis are; 

(i) To develop a new method for contingency selection combining an Artificial Neural 
Network (ANN) for post outage voltage prediction and a fuzzy logic based ranking 
method considering both the bus voltage deviations and system voltage stability 
margin. 

(ii) To develop a fast method for prediction of nearest saddle-node bifurcation point in 
the system using simulation based Artificial Neural Network [15] 

(iii) To present a new method based on optimization technique for determining the 
distance to closest Hopf bifurcation. 

(iv) To explore a new method to determine voltage control area which remain valid for 
wide range of operating conditions 

(v) To study the effectiveness of optimal adjustment of generators and FACTS devices’ 
output in voltage stability enhancement. 

.A brief description of the work reported in the thesis is given below: 

Chapter 1 introduces the voltage security and stability problems, presents a brief 
survey of research work carried out in the areas of voltage contingency selection and the 
voltage stability studies. 

In Chapter 2 , a fast method based on Artificial Neural Network (ANN) has been de- 
veloped for post outage bus voltage prediction. Contingency ranking has been performed 
considering both voltage stability margin as well as bus voltage deviation and employing 
a Fuzzy Logic based method. 
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Chapter 3 presents the development of a new method employing an analog simulation 
based neural network to determine the nearest saddle node bifurcation point in loading 
parameter space. 

Chapter 4 reports the development of a method for prediction of minimum distance 
to Hopf bifurcation in terms of system loading parameters. The estimation of closet Hopf 
bifurcation has been formulated as an optimization problem. 

Chapter 5 describes a new method based on entropy concept to determine voltage 
control area and explores its validity for wide operating range. 

In chapter 6, a simple approach for siting the FACTS devices has been developed 
based on identification of weakest bus and the knowledge of voltage control areas. An 
optimal power flow formulation has been suggested to determine the optimal adjustment 
of output of generators and F.ACTS devices. Their impact on enhancement of the voltage 
stability margin has been studied. 

Chapter 7 concludes the main findings and significant contributions of the thesis and 
provides a few suggestions for further research work in this area. 
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Chapter 1 


Introduction 

1.1 General 

With ever-increasing interconnections and loadings in the modern power system networks 
all over the world, power utilities are facing a major challenge in maintaining desired 
ciuality and security of power supply. Power system security and analysis forms an inte- 
gral part of modern energy management system. The economic recession coupled with 
environmental and ecological pressures have compelled the electric utilities, all over the 
world, to serve the increase in load demand without corresponding increase in generation 
and transmission facilities. This has forced the utilities to operate their generators and 
transmission systems to their maximum capabilities. With the developments of improved 
protective devices, static VAR compensators, generator speed governing systems and volt- 
age regulators, transient stability limits of the system have increased, thereby allowing 
more real power to be transferred over longer distances and systems which used to be 
transient stability limited are now facing the problem of maintaining the required bus 
voltages and has become voltage stability limited [130,172,191]. 

The terms reliability, security and stability are related to each other and can be defined 
as given in reference [16]. Reliability is referred to the probability of satisfactory system 
performance over a long run. This is a function of time-average performance of system and 
should be studied at system planning stage. Security is considered to be an instantaneous 
time varying condition that is a function of the robustness of the system relative to 
imminent disturbances. It reflects ability of power system to meet its load without unduly 
stressing its apparatus or allowing network variables to stray from prescribed range. The 
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power system stability is broadly defined as the property of the system that enables it to 
remciin in state of operating equilibrium imder normal operating conditions and to regain 
an acceptable state of equihbrium after being subjected to a disturbance [220,233]. 

1.1.1 Voltage Security, Voltage Stability and Voltage Collapse 

Voltage security, Voltage stability and Voltage collapse have been formally defined in 
IEEE report [111] and by Concordia [119] as follows: 

• Voltage security is the ability of a system, not only to operate stably, but also remain 
stable (as far as the maintenance of the system voltage is concerned) following any 
reasonably credible contingency or adverse system change. 

• Voltage stability is the ability of a system to maintain voltage so that when load 
admittance is increased, load power will increase and so that both power and voltage 
are controllable. 

• Voltage collapse is the process by which voltage instability leads to very low voltage 
profile in a significant part of the system. 

However, definition of voltage stability conditions are not (directly) compatible with 
the general IEEE definitions for stability concept. Hence, a new set of definitions were 
given in Cigre report [170]. They are 

Voltage Stability: A power system, at a given operating state and subject to a given dis- 
turbancae, is voltage stable if voltages near loads approach post-disturbance equilibrium 
values. The disturbed state is within the region of attraction of the stable post-disturbance 
equihbrium. 

Voltage instability: Voltage instability is the absence of voltage stability, and results in 
progressive voltage decrease(or increase). Destabilizing controls reaching limits, or other 
control actions (e.g., load disconnection), however, may establish global stability. 

Voltage Collapse: Following voltage instability, a power system undergoes voltage col- 
lapse if the post-disturbance equihbrium voltages near loads are below acceptable limits. 
Voltage collapse in the system may be either total(blackout) or partial. 

Voltage stability has been considered a.s fast as well as slow phenomena depending 
on the dynamics of the components responsible for the system instability. Most of the 
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researchers have considered it cis static phenomenon and have linked it to the maximum 
loadability of the system. This is due to the fact that in many incidents of voltage collapse, 
it has been characterized as slow variation of voltage over a long time until it reaches 
close to the collapse point. Recently it has also been studied as dynamic phenomenon. 
Bifurcation and chaos theory has been applied to understand the dynamic voltage stability 
in power systems. 

Security assessment is normally performed into three distinct stages: Contingency 
definition, Contingency selection and Contingency evaluation. 

Contingency definition gives the list of contingencies to be processed whose probability 
of occurrence is high. Contingency selection employs an adaptive scheme to select a set 
of important and critical contingencies. It invariably uses an approximate power system 
model with appropriate computational techniques, to give relatively fast results but with 
limited accuracy. On the basis of these results, the contingencies are ranked in rough order 
of their relative severities. Contingency evaluation using AC power flow is then performed 
on the contingency cases in decreasing order of severity. The process is continued up to the 
point where no post-contingency violations are encountered. In some cases, contingency 
selection and evaluation are merged into one process. 


1.2 State-of-the-Art 

The problem of security emerged in the wake of the 1965 northeast black-out in U.S. 
The most significant paper in the literature of security is that of DyLiacco on adaptive 
reliability [1] which discusses three state system model of the system. Further, detailed 
classification of power system states has been suggested by Fink and Carlson [16] and Stott 
et al. [67]. In these papers, the system security was defined with respect to the operating 
states. The problem of security monitoring has been introduced as that of monitoring the 
conditional transition of the system into an emergency state through contingency analysis. 

On-line contingency analysis becomes difficult due to the conflict between the accuracy 
with which the power system is to be solved and the speed required to simulate all the 
contingencies. In order to speed up the contingency analysis process, contingency selection 
is performed. The methods for contingency selection can be divided into two major groups 
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Direct methods and Indirect methods. 

The direct methods assemble the appropriate severity indices using the individual mon- 
itored quantities (bus voltage, branch flows, reactive generation). This suggests that these 
quantities have to be determined first [30.52, 104]. While the indirect methods rely on 
explicit calculation of severity indices without evaluating the monitored quantities [18,89]. 
The indirect methods are less accurate, but faster and selective than the direct methods. 

Most of the developments on contingency selection has been performed for active power 
problems using DC power flow or some other linearized models. A review of real power 
ranking methods has been performed in reference [76]. For voltage contingency selection, 
a number of trends has emerged. Main aim of these methods is to reduce computational 
time either by localizing outage effect or speeding up the non-linear solution of entire 
system. 

The concentric relaxation method of Zaborsky et al. [21] can be seen as the earliest 
localization attempt. The main idea behind the method is to solve a small portion of the 
system in the vicinity of the contingency while remainder of the network is considered as 
infinite expanse. The area to be solved is concentrically expanded until the incremental 
voltage changes along with the first solved tier of buses is not significantly affected by 
additional tier of buses. A modification of the original approach has used a fixed number 
of tires for AC contingency selection as suggested by Lauby et al. [38]. .An alternative 
approach is based upon bounding of outage effects [87, 88] in which an attempt to find 
the solution, only in stressed area of the system, is made. 

The use of single iteration of load flow approach [30] became well established. The 
main idea behind the method was to take advantage of the speed and reasonably fast 
convergence of the fast decoupled power flow by limiting the number of iterations to 
one. The single iteration approach has been combined with other techniques like use of 
the reduced network representation [68] to improve numerical efficiency. Khu et al. [33] 
have reported non-iterative linearization method devised to evaluate the effect of single 
or multiple-circuit contingencies upon the system load bus voltages. .Jana et al. [183] 
have presented an improved linearized method to evaluate load bus voltage following line 
outage. However, this method also involved some unrealistic assumptions such as the 
lines are assumed to be purely inductive. Also the P-V and Q-d decoupling assumption 
has been suggested which may not be valid, specially in heavily stressed conditions of 
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the network [233]. Leonidopololous [125] has retained P-V and Q-6 coupling in linearized 
load flow model but uses an iterative procedure, which is time consuming. Singh [249] 
developed linearized load flow for voltage security analysis around complete operating 
range based on integral square error minimization and least square error minimization 
principles. Tripathi et al. [82] used a system’s theory approach to predict post-outage 
quantities. 

Lee and Chen [156] have presented a method to calculate distribution factors, defined 
in terms of only pre-outage reactive power flows. For transmission line and transformer 
outage studies, the distribution factors were computed utilizing the fast decoupled load 
flow equations. Sensitivity property of Newton-Raphson load flow Jacobian has been 
exploited in [161] to derive the distribution factors for both voltage and reactive power 
calculations. A more exact set of new distribution factors were developed by Singh [249y 


.\rtificial Neural Networks (ANN) are being used these days for their ability to map 
non-linear functions and to provide extremely fast results. Hsu and hang [181] used an 
.ANN and entropy based model to predict bus voltages . However, this method requires 
development of as many neural networks as the product of the number of buses and the 
number of contingencies. Review of various contingency selection methods are reported 
in references [85,142,222]. 

Schlueter et al. [162] suggested a multiple contingency selection method for transmis- 
sion system reliability and transfer capability studies. The use of a pattern recognition 
technique has been reported in references [103,248] for contingency screening. The appli- 
cation of expert system in contingency selection has been reported in referencers [73,81]. 
Lo et al. [93] have shown effectiveness of various existing voltage ranking methods. Shafer 
et al. [115] extended the definition of the PI based on vector norm formulation and utilized 
exponent of performance index as high as to avoid the masking effect. Hsu and Kuo [154i 
used fuzzy set for voltage ranking to avoid masking and misranking effects. 

The voltage stability has become an increasingly important limit in practical system.s 
[58, 130] for ensuring system security. However, it is also more difficult to characterize the 
voltage stability limit mathematically as compared to the thermal or generation limits. 
Furthermore, voltage itself is a poor indicator of voltage collapse as increased use of 
compensating devices such as static VAR compensators and shunt capacitors raise the 
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critical voltage into normal voltage range. 

With the increase in real power transmission capabilities, the problem of voltage sta- 
bility has become a serious operating concern. The voltage stability studies have been 
carried out with static as well as dynamic considerations. Though the voltage stability 
studies have been reported on AC as well as AC-DC systems, a representative survey on 
only .\C systems is being presented below; 

Mercede et al. [77] and Chow et al. [106] have presented frame work for analysis and 
prediction of voltage stability problems. Depending upon the nature of disturbance and 
the subsystem dynamics, the voltage stability may be regarded as slow or fast phenomenon 
[168]. -A. special issue on the subject [171] contains some of the state-of-art papers. 

The static or steady state voltage stability has often been regarded as viability problem 
suitable for static load flow. The ability to transfer reactive power from production sources 
to consumption nodes during steady state operating conditions is a significant aspect of 
voltage stability. A CIGRE report [63] recommends analysis methods and power system 
planning approach based on static models. 

The singularity of load flow .Jacobian has been linked to steady state stability ^9.-37.1 14] 
and its positive definiteness has been proved to be the sufficient condition for an operating 
point to be small disturbance stable [62,91]. Various indices for prediction of steady state 
voltage stability margin has been presented in CIGRE report [212]. 

It has been observed that when the operating point reaches the nose point of P-V or 
Q-V curve, the sensitivity of bus voltage to the load power becomes alarmingly high and at 
the nose of P-V or Q-V curve, dV/dP or dV/dQ becomes infinity [13]. The concept of load 
flow Jacobian sensitivity has been used by Flatabo et al. [108,176] and has been applied 
on the Norwegian system for maintaining required security level. The sensitivity of total 
reactive power generation to the variation in real and reactive load, has also been proposed 
as security index by Carpentier [45] and Begovic et al. [143]. Carpentier has termed this 
index as Voltage Collapse Proximity Indicator (VCPI). Another sensitivity based indirect 
criterion which relates the change in generator voltage E with corresponding change in 
load bus voltage \’ (dE/dV), has been proposed by Venikov [13] and used by Borremans 
et al. [44] for voltage stability studies. At the point of voltage instability, dE/dV becomes 
zero, meaning thereby the load voltage can not be controlled by generators, a fact which 
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has been mathematically proved by Hiskens et al. [91,121]. The deficit of reactive power 
has been cited as one of the important reasons responsible for voltage instability by 
Lachs [50]. Tamura et al. [40] observed that voltage instability is closely related to multiple 
load flow solutions which are caused by the non-linear nature of load flow equations. 
A heavily loaded system has two very close power flow solutions. One is the higher 
voltage power flow solution which is usually obtained by the conventional power flow 
calculations and the other is the lower voltage solution which is obtained by the methods 
proposed in reference [20] . When these two solutions coalesce, a saddle node bifurcation 
occurs. The proximity of these two solutions have been used by many researchers as an 
index for voltage stability margin. Use of energy based measures has been suggested to 
determine the closeness of multiple solution [107,128.129,200]. Jeyasurya used .ANN to 
predict proximity to voltage collapse based on energy function [219]. Use of P-V and Q-V 
curves have also been made to assess the vulnerability of an operating point to voltage 
collapse [78,86.113,132.137.144,163.169,224]. Near the nose point, the Newton - Raphson 
algorithm may diverge. To overcome this difficulty, the continuation power flow method 
has been introduced by .Ajjarapu et al. [139], Canizares et al. [211] and Iba et al. i_123]. 

The divergence of load flow solution has been used as one of the indicators for assessing 
voltage instability [109]. However, the divergence of load flow may also be due to the load 
flow .Jacobian being ill-conditioned. The proximity of load flow .Jacobian to singularity 
can be better measured in terms of its minimum singular value [83,84,94.157,186-188,201. 
245]. -A fast algorithm based on parallel processing for computation of minimum singular 
value has been suggested by Tiranuchit et al. [84]. A minimum singular value based 
security index for scheduling real and reactive power outputs of sources has also been 
suggested by Tiranuchit et al. [83]. Lof et al. [157,186] presented a fast algorithm based 
on inverse iteration method to compute minimum singular value and tested it on a large 
system. Prediction of static voltage stability has also been made by Lof et al. [187,245] 
using minimum singular value of power flow .Jacobian and considering voltage dependent 
reactive power capability of generators. Pai et al. [94] have considered an exponential type 
voltage dependent load model and considered a new index called condition number for 
static voltage stability prediction. Begovic et al. [118] demonstrated that by minimizing 
the weighted sum of the absolute values of control actions subject to equality constraints 
(real and reactive power balance equations) and inequality constraints (limits on the state 
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variables, real and reactive power generations) voltage stability could be improved. 

Eigenvalue analysis has been used to assess static voltage stability. Sensitivity analy- 
sis has been carried out to determine critical group of buses responsible for voltage col- 
lapse [100,131,152,193,218]. Participation analysis has also been carried out to determine 
participation of various states in different modes of power system model by Hamdan [ITT] 
and Rajagopalan et al. [9T]. The concept of coherency among load buses with respect to 
voltage dynamics was introduced by Begovic et al. [101] and Vargas et al. [204]. An algo- 
rithm for approximate assessment of minimum singular value [101] and eigenvalue [204] of 
Jacobian was presented based on partial state information about network obtained from 
coherent clusters of load buses. Ajjarapu et al. [20T] have presented a scheme to improve 
voltage stability margin by use of fixed capacitors at appropriate locations. However, 
the use of fixed capacitors may prove detrimental to voltage stability in some operating 
conditions (example 11.3 of reference [13] and example 14.1 of reference [220]). 

The prevailing approach for real time control of voltage collapse (as opposed to sys- 
tem planning) consists of security monitoring coupled with algorithms for allocation of 
resources for minimizing risk of voltage collapse [143. 185. 19T]. A related problem is that 
of maintaining maximum distance (in parameter space) to the set of parameter values at 
which bifurcation from the nominal operating point occurs. The development of voltage 
stability indices is essential studies of this kind [106, 148. 1T4, 1T5, 198, 208. 246]. Dob- 
son [14T] has studied the geometry of saddle node bifurcation and presented a method to 
avoid saddle node bifurcation [148]. Overbye [225, 24T] has also presented a method to 
restore power flow solvability. 

On dynamic considerations, the problem of voltage instability has been studied by 
solving set of non-linear differential algebraic equations [99, 155, 1T3, 188]. It has been 
shown that when the Jacobian associated with the algebraic system becomes singular, 
the system model breaks down and the load bus voltages can no longer be controlled 
[99, 121,165,216]. The eigenvalue analysis has also been carried out using dynamic models 
of power systems for analysis of voltage instability [97, 124.160,189,205,228,235]. 

With developments and increased understanding of the dynamic system theory along 
with availability of inexpensive computing facility, it is being increasingly used to study 
the power system behavior [206]. Varaiya et al. [164] presented a survey of non-linear 
dynamical phenomena covering bifurcation and chaos. They demonstrated that even the 
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simplest representation of a power system can exhibit both local and global bifurcations. 
Saddle node bifurcation was hypothesised by some researchers as the only cause of voltage 
collapse [57,90, 105, 140], However, later work demonstrated the possible role of other bi- 
furcations, such as Hopf bifurcation, in power system voltage instability leading to voltage 
collapse [96,126,184,199,236]. Abed et al. [206] demonstrated the effect of variable damp- 
ing, frequency dependence of electrical torque, transmission line resistance and excitation 
control on the classical swing equation dynamics and observed the emergence of periodic 
orbit through Hopf bifurcation. Alexander [54] demonstrated the existence of sub critical 
and super critical Hopf bifurcations for different values of resistance to reactance (R/X) 
ratio of transmission lines. A fourth order generator model along with excitation system 
has been considered by Rajagopalan et al. [96] and it has been shown that a complex 
pair of eigenvalues associated with the e.xcitation system results in to Hopf bifurcation. 
-Ajjarapu et al. [140] have considered a dynamic load model as suggested by Waive [61] 
along with generator swing dynamics and demonstrated multiple Hopf bifurcations in a 
sample 3-bus system. Hopf bifurcation has been demonstrated in synchronous motor dy- 
namics [120]. Chen et al. [72] demonstrated degenerate Hopf bifurcation in power system. 
Freciuency domain approach has been adopted by Kwatny et al. [112] to study Hopf bifur- 
cation in power system. Srivastava [231] suggested a method to compute critical values 
of load parameters and generator controls at Hopf bifurcations. 

Voltage stability has also been called to be load stability [13] as the load characteristics 
have profound effect on the system dynamics [227]. Dynamics of induction motor, espe- 
cially large induction motors, have been reported to be crucial for voltage stability stud- 
ies [227]. Effect of various load characteristics including synchronous and induction motor 
loads on voltage stability have been studied [91,94,116,124,159,195,205,213,215,226,230]. 
Canizares [239] have demonstrated the effect of load model on the bifurcation character- 
istic of the system model. 

The classical stability simulation of Swedish blackout on 27th December 1983 could not 
explain the system behavior that led to cascade tripping. This prompted the researchers 
to develop new load models for voltage stability studies such as by Hill [178] Waive [61], 
Xu et al. [237] and Hill et al. [217]. Probabilistic load models have also been considered in 
references [64.194,238]. IEEE task force on load representation for dynamic performance 
presented a bibliography in reference [242] and suggested standard load models for power 
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flow and dynamic performance simulation [243]. 

The effect of on load tap changer (OLTC) is to restore the load. However, it has been 
found to aggravate the voltage instability [29,51,92.127,166]. Instability due to OLTC 
controls may lead to the possibility of either hunting or voltage collapse [66]. The behavior 
of SVC has been studied by Hiskens et al. [153] under voltage collapse. 

Recently the system stability has also been linked to the structural weakness of the 
system [227]. The structural weakness of the power system is due to weak transmission 
boundaries, that isolate or decouple particular group of buses. The voltage changes at 
these buses are coherent for any disturbances that occur out side this group of buses. 
These group of buses are called voltage control areas. To determine the voltage control 
areas. Schlueter et al, [131] have proposed the use of power flow Jacobian sensitivity. 

With the advancements in high voltage power electronics, recently new devices, known 
as FACTS (Flexible AC transmission system) devices for controlling the bus voltage and 
power How in transmission lines, have been developed [149,179,180]. The most prominent 
among them are controllable series capacitors (CSC), static phase angle regulators (PAR i 
and static VAR compensators (SVV). The effect of these devices have been studied to 
eliminate dynamic bifurcation such as Hopf Bifurcation [231] in power system networks. 

1.3 Motivation 

From, the literature survey it appears that most of the voltage contingency selection al- 
gorithms have utilized non-iterative methods such as local solution methods [21], one 
iteration of AC load flow methods [30], linearized load models [183] and distribution fac- 
tors methods [249]. These methods, in general, are either quite inaccurate or require 
more computation time. Many of the methods are based on decoupling principle and 
some other unrealistic assumptions, which may not be valid during stressed operating 
condition of the system. 

In order to assess the relative severity of the contingencies, scalar performance indices 
have been used. Two typical problems with the performance indices are the misranking 
and masking effects. Misranking of contingencies are mainly due to the inaccuracies in 
the model used for computing the performance indices. It is characterized by errors in 
the computed order of relative severities of various contingencies. Masking effect can be 
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described as the lack of discrimination in which the performance index for a case with 
one huge violation is ranked lower as compared to a case having many small violations. 
By most of the operational standards former case is much more severe. Masking effect to 
some extent can be avoided by using higher order performance indices. However, to avoid 
the misranking, proper selection of weights for performance indices is required. 

Todays power system operates near to voltage stability limits and with the increased 
use of compensating devices such as shunt capacitors, voltage alone is a poor indicator of 
voltage stability. Hence, voltage stability margin or distance to voltage instability point 
should be considered along with the bus voltage deviation values for contingency selection. 


There exists several direct as well as indirect methods to predict static voltage stabil- 
ity point and to determine the corresponding voltage stability margin [175,208]. These 
methods, in general, require large computing time. In some of the applications such as 
for contingency selection, where stability margin is required to be computed fast, the 
above existing methods may not be suitable and new methods such as one based on .Ar- 
tificial Neural Network, that can predict the voltage stability margin fast, is required. 
.Jayant Kumar et al. [244] have used analog simulation based neural network for real time 
economic load dispatch and found it to provide extremely fast results. 

From the literature survey on dynamic bifurcation in power systems, it is observed 
that Hopf bifurcation may occur much before saddle node bifurcation in several system 
networks under parameter variation. Most of the work have defined the voltage stability 
margin with respect to the saddle node bifurcation. However, the stable' operation of 
the power system networks may require defining the stability margin with respect to the 
Hopf bifurcation. Practically no attempt has yet been made to define the margin with 
respect to the Hopf bifurcation except a work by Dobson et al. [145] who have suggested 
a method to find sensitivity of parameters with respect to the Hopf bifurcation. 

An existing method to determine voltage control areas is based on power flow .Jacobian 
sensitivity [131]. However, control areas determined by this method do not remain valid 
at different operating (loading) point. 

The operation of a power system requires maintaining a minimum level of stability 
margin for secure operation of the system. In order to enhance the stability margin, the 
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effect of generation rescheduling vfas studied in reference [83,231]. FACTs devices are 
being popularly used to improve the dynamic stability of the system. However, the effect 
of their optimal settings along with the outputs of generators on enhancement of voltage 
stability margin has not yet been established. 

Hence, the motivation behind the work reported in this thesis was 

(i) To develop a new method for contingency selection consisting of a fast model based 
on Artificial Neural Network (ANN) for post-outage voltage prediction and a fuzzy 
logic based ranking method considering the bus voltage deviations as well as system 
voltage stability margin. 

(ii) To develop a fast method for prediction of nearest saddle node bifurcation point in 
the system using an analog simulation based neural network [74]. 

(iii) To present a new method based on optimization technique for determining the 
distance to closest Hopf bifurcation. 

(iv) To explore new method to determine voltage control area based on entropy concept 
which remain valid for wide range of operating conditions. 

(v) To study the effectiveness of optimal adjustment of generators and FACTS devices 
output in voltage stability enhancement. 

1.4 Thesis Organization 

The present chapter 1 introduces the voltage security and stability problems, presents a 
brief state-of-art survey of voltage contingency selection and the voltage stability problems 
and lays down the motivation behind the research work carried out in this thesis. 

In chapter S, a fast method based on Artificial Neural Network (ANN), has been 
developed for post-outage bus voltage prediction. Functional link model of the ANN 
has been utilized. Contingency ranking has been performed considering both voltage 
stability margin as well as voltage deviation. A fuzzy logic approach has been used for 
the contingency ranking. 

Chapter 3 presents the development of a new method employing an analog simulation 
based neural network to determine the nearest saddle node bifurcation point. This has 
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been formulated as an optimization problem which has been realized through analog 
circuitry [74]. 

Chapter 4 reports the development of a method for prediction of minimum distance 
to Hopf bifurcation. The estimation of closest Hopf bifurcation has been formulated as 
an optimization problem and has been solved using sequential quadratic programming. 

Chapter 5 describes a new method based on entropy concepts to determine voltage 
control areas valid for wide operating range. The validity of the control areas has been 
established by using the Q-V curve. 

In Chapter 6, a simple approach based on identification of the weakest bus along 
with the knowledge of control area has been used for siting the FACTS devices. The 
effectiveness of optimal adjustment of generators and FACTS devices to enhance the 
voltage stability margin has also been studied. The optimal settings of these devices have 
been obtained by solving an optimal power flow problem which minimizes the system 
transmission losses. 

Chapter 7 summarizes the main findings and significant contributions of the thesis and 
provides a few suggestions for further scope of research work in this area. 



Chapter 2 


Voltage Contingency Selection using 
ANN and Fuzzy Logic 


2.1 Introduction 

Power system security monitoring and aaaiysis forms an integral part of modern energy 
management systems, but its real time implementation is still a challenging task to power 
system engineers. Outage of a transmission unit (line or transformer) or a generator may 
lead to over loading of other healthy lines and generators and/or cause sudden changes 
in the system bus voltages. For secure operation of system, the operating personnel must 
know w'hich branch or generator outage will cause line flows or bus voltages to fall out 
side the limit and thus force the system to enter the emergency state. 

In real time environment it is hardly feasible to perform on line load flows for all the 
possible contingencies. Hence, contingency selection is performed before the analysis to 
reduce computational time. Contingency selection is carried out for quick identification 
of those contingencies which may cause out-of-limit violation so as to reduce the number 
of contingencies that need to be analyzed by full AC load flow while assessing the power 
system’s security. Two popularly used methods for the contingency selection are ranking 
method and screening method. 

The Ranking methods rank the contingencies in approximate order of severity. Con- 
tingencies are ranked based on value of scalar performance index (PI) which measures the 
system stress in some manner. For example, contingencies could be ranked for voltage 
problems using PI defined as the sum of the squared voltage deviations [18,27] from their 
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specified values. Several PI based methods have been suggested and tested for voltage 
security analysis [18,38,89,93]. In ranking methods, the performance indices are explicitdy 
expressed in terms of network variables and are directly evaluated. It does not require 
computation of post-outage quantities which are evaluated in the screening methods by 
using some approximate solution approach. 

Screening methods use approximate network solution to identify cases causing limat 
violations. The network monitored quantities are first calculated for all the contingencies. 
Ranking is done based on the results of the approximate solutions. Some of the solution 
methods utilized are the distribution factors [48,161], DC load flow [75], linearized load 
flow, one iteration of .A.C load flow [32], local solution methods [21], etc. These methods, 
in general, are either quite inaccurate or require more computational time. .Artificial 
.\eural Networks are being used these days for their ability to map nonlinear functions 
and provide extremely fast results. Hence, in this chapter an attempt has been made 
to apply an .ANN model for the post-outage voltage estimation required for the voltage 
contingency selection. The studies have been conducted on IEEE 14-bus. IEEE 30-bizs 
and a 75-bus Indian systems and results hav'e been compared with an exact AC load flow 
method. 

Most of the works on voltage contingency selection utilize the second order performance 
indices based on bus voltage deviation which suffer from masking and misranking effects-. 
Masking effect is generally overcome by using higher order performance indices. However, 
misranking is associated with wrong choice of weighing factors. To overcome this problem 
an approach based on fuzzy logic has been suggested in this chapter for obtaining the 
performance index and ranking of contingencies. 

Due to the stressed operation of most of the power system networks today, the voltage 
stability has become one of the major concern. Hence, it was felt necessary to consider 
the voltage stability margin along with voltage deviation in defining the performance 
indices. The fuzzy logic approach has been extended in the present work to form the 
overall performance indices considering these two aspects and its effectiveness has been 
demonstrated on the three sample systems. 
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2.2 Artificial Neural Network Based Voltage Predic- 
tion 

The current interest in Artificial Neural Networks (ANN) is largely due to their ability to 
mimic natural intelligence. ANN have been used in a broad range of applications. These 
include pattern classification, function approximation, optimization, prediction, and au- 
tomatic control. ANN can achieve high computational speed by employing a massive 
number of simple processing elements arranged in parallel with high degree of connectiv- 
ity called neurons which operate concurrently. There are large number of neural network 
paradigms [117]. Most of the Artificial Neural Networks perform essentially the function 
of vector or functional mapping. The ANN models accept a set of inputs (an input vector* 
and produce a corresponding set of outputs fan output vector). 

Neural networks have also been applied to various fields of engineering including elet:- 
trical power systems. Vankayala and Rao 203] carried out a survey of various artificial 
neural networks and their applications to power systems. Majority of the works in the 
power systems have used feed forward networks based on back propagation algorithm 
(BP.\). However, it has been shown in [95] that higher order networks such as functional 
link networks have a superior functional mapping capability as compared to the BP.\ 
model. Hence in the present work a functional link network (FLN) has been used for 
prediction of bus voltages, which is briefly described below. 

2.2.1 Functional Link Network 

The functional link network, developed by Pao et al [95], not only increases learning rate 
but also has an unexpected effect of simplifying the learning algorithms. The functional 
link network is a single layer neural network that is able to handle linearly nonseparable 
tasks due to the enhanced input representation. 

The key idea of the method is to find a suitably enhanced representation of the input 
data. Additional input data that are used in the scheme incorporate higher order effects 
and artificially increase the dimension of the input space. The expanded inputs are 
then used for training along with the actual input data as shown in Figure 2.1. These 
enhanced training set increases accuracy of mapping of input-output relations. Suppose 
the functional link contains the functions /i, / 2,/3 • • /n for enhancement of inputs, an 
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Figure ‘2.1: Functional Link Network 

input X will be transformed first into /i(x). /2(x), /n(x) which are then fed to the 

network for further processing. 

There are two models of functional link network, the tensor (outer product) mode: 
and the functional expansion model. In the functional expansion model, the functional 
link acts on each node singly. Each component (x,) of the input vector is acted on by the 
functional link to produce the enhanced inputs /i(x,), / 2 (x,), . ../„(xj). These functions 
can be a subset or complete set of orthonormal basis functions such as 

X, sinTTx, cosTTx. sin27rx, cos27rx, . . . 

In the tensor model, each component of input patterns multiplies the entire inpur 
pattern vector. The functional link in this case generates an entire vector from each 
of the individual components. In this model the pattern might undergo a sequence of 
transformations such as 

{x,} ^ {xi,X,Xj}j.^. {xi,X,-Xj,XiXjXfc}^>j.>. 

In this model, no new information has been added but joint activation have been made 
explicitly available to the network. In the present work, tensor (outer product) model. 
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only upto the second order products of the inputs, have been used which was found to 
provide desired accuracy for voltage prediction problem. Thus, if Xi, . . ., x„ are the 
original inputs the enhanced inputs contain (xiX2, X2X3 . . ., Xn_ix„) terms, which have 
been used as additional input vector to ANN. 

2.2.2 Training of Functional Link Network 

The Functional link network, consists of only two layers, the input layer and output layer. 
It does not have any hidden layer. Hence, simple Delta rule [ 98 ] can be used for training 
of the functional link network. The training algorithm is described below: 

(i) Input pattern is enhanced by multiplying each of its component by the entire input 
pattern vector. 

(ii) Output of node j, oj is function of {netj) i.e., 

Oj = finetj) (2.1) 

where 

i = l,..., m 

Xi = inputs including enhanced terms 
Wij = weight between neuron i and neuron j 
m = number of output nodes 
N = number of enhanced inputs 

(iii) Compare the actual output with the desired output and determine the measure of 
error Sj at each output node j 

6 j = (desired output - actual output) at node j 

(iv) Change in weight is determined by 

Awij{t) = r} 6 jf/{netj) + a 8 wij[t — 1) (2.2) 

where, rj is the learning rate and a is the momentum 

(v) Weights are adjusted by 

+ (-- 3 ) 

(vi) Steps (ii) to (v) are repeated till the error reduces to a prespecified tolerance. 
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2.2.3 Implementation of Functional Link Network for Voltage 
Prediction 

The artificial neural networks based on the functional link network model have been 
developed for the outage (contingency) analysis. The present study was limited to only 
voltage security analysis. Hence, the FLN model was trained and tested to predict voltage 
magnitudes at all the buses. Original inputs to the FLN are the real power injections, at 
all the buses except the reference bus, reactive power injections at only load (P-Q) buses 
and network topology number corresponding to the simulated outage. Topology number 
was in the form of a string of bipolar numbers (+1 or -1) whose length was decided 
based on the total number of contingencies simulated. The study was restricted to only 
single line outages. For IEEE 14-bus, 30 bus and 75 bus Indian systems, outages of total 
■20(< 2®) , 41(< 2*^) and r2(< 2^) lines respectively, were considered. Hence, the topology 
numbers were represented as a string of 5. 6 and 4 bipolar digits in these three systems. 
The l)ase case in each system was represented by a string of bipolar numbers all of them 
having (-1) values and other cases with different combinations of -fl and -1 digits. For 
example in IEEE 14-bus system the base case is represented by a bipolar string (-1 -1 
-1 -1 -1) and different line outage cases as given in Table 2.1. Figure 2.2 shows a block 
diagram of the .A.NN for voltage prediction listing the original inputs and output variables 
for a system having total n buses (bus-n being the reference bus), buses 1 to m being the 
P-Q buses and rest being the P-V buses. 

For the voltage prediction, training patterns were generated for the base case as well as 
different outage cases by varying the loads randomly at all the buses in the range of 80^^. 
to 130% of their base case values and utilizing the corresponding bus voltages obtained 
from the load flow. 

Once the training was complete, the ANN was tested with novel patterns not included 
in the training set. The voltages predicted for each outage cases have been subsequently 
utilized to define performance indices (described in next section) indicating their relative 
severities. 
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2.2.3 Implementation of Functional Link Network for Voltage 
Prediction 

The artificial neural networks based on the functional link network model have been 
developed for the outage (contingency) analysis. The present study was limited to only 
voltage security analysis. Hence, the FLN model was trained and tested to predict voltage 
magnitudes at all the buses. Original inputs to the FLN are the real power injections, at 
all the buses except the reference bus, reactive power injections at only load (P-Q) buses 
and network topology number corresponding to the simulated outage. Topology number 
was in the form of a string of bipolar numbers (+1 or -1) whose length was decided 
based on the total number of contingencies simulated. The study was restricted to only 
single line outages. For IEEE 14-bus, 30 bus and 75 bus Indian systems, outages of total 
20(< 2^) , 41(< 2®) and 12(< 2^) lines respectively, were considered. Hence, the topology 
numbers were represented as a string of 5, 6 and 4 bipolar digits in these three systems. 
The base case in each system was represented by a string of bipolar numbers all of them 
having (-1) values and other cases with different combinations of -fl and -1 digits. For 
e.xample in IEEE 14-bus system the base case is represented by a bipolar string (-1 -1 
-1 -1 -I) and different line outage cases as given in Table 2.1. Figure 2.2 shows a block 
diagram of the .A.NN for voltage prediction listing the original inputs and output variables 
for a system having total n buses (bus-n being the reference bus), buses 1 to m being the 
P-Q buses and rest being the P-V buses. 

For the voltage prediction, training patterns were generated for the base case as well as 
different outage cases by varying the loads randomly at all the buses in the range of SQ% 
to 130% of their base case values and utilizing the corresponding bus voltages obtained 
from the load flow. 

Once the training was complete, the ANN was tested with novel patterns not included 
in the training set. The voltages predicted for each outage cases have been subsequently 
utilized to define performance indices (described in next section) indicating their relative 
severities. 
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Table 2.1: Bipolar strings for outage representation (14-bus system) 


Sr. 

No. 

Line 

outage 

Topology number 

1 

1 

-1 

-1 

-1 

-1 

+1 

2 

2 

-1 

-1 

-1 

+ 1 

-1 

3 

3 

-1 

-1 

-1 

+ 1 

+ 1 

4 

4 

-1 

-1 

+ 1 

-1 

-1 

5 

5 

-1 

-1 

+ 1 

-1 

+ 1 

6 

6 

-1 

-1 

+ 1 

+ 1 

-1 

7 

7 

-1 

-1 

+ 1 

+ 1 

+ 1 

8 

8 

-1 

+ 1 

-1 

-1 

-1 



-1 

+ 1 

-1 

-1 

+ 1 

■D 

10 

-1 

+ 1 

-1 

+ 1 

-1 

11 

11 

-1 

+ 1 

-1 

+ 1 

+ 1 

■a 


-1 

+ 1 

+ 1 

-1 

-1 

IMBl 

13 

-1 

+1 

+ 1 

-1 

+ 1 

■B 

14 

-1 

+ 1 

+ 1 

+1 

-1 

■a 

15 

-1 

+ 1 

+ 1 

+ 1 

+ 1 

16 

16 

+ 1 

-1 

-1 

-1 

-1 

17 

17 

+ 1 

-1 

-1 

-1 

+1 

18 

18 

+ 1 

-1 

-1 

+1 

-1 

19 

19 

+1 

-1 

-1 

+ 1 

+ 1 


20 

+1 

-1 

+1 

-1 

-1 
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Figure 2.2; Block diagram of .\NN based voltage predection 


2.3 Contingency Ranking Using Fuzzy Logic 

For ranking the contingencies according to their relative severities, performance indices 
[18,115] have been popularly used. The performance indices, in a general form, can be 
written as 

Pt = Y. (2.4) 

i ^ 

where /,(Z) is a linear function of Z,- which denotes the changes in bus voltage magnitudes 
or generator bus reactive power injections with respect to their ratings. The order of the 
above performance index is 2n. 

The conventional voltage ranking methods have been effectively used to determi n e 
severity with respect to the bus voltage security limit violation coded in terms of the 
performance index as given by equation (2.4) above. However, probably none have 
considered the voltage stability margin in the above performance index, which has become 
of great concern to utilities these days. 
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Moreover in conventional performance index approach, proper weighing factor in per- 
formance indices are selected to avoid misranking which may be based on optimization 
or heuristics and past experience of the human experts. High value of exponent is gener- 
ally used to avoid masking effect. As heuristics and past experience in most cases are in 
linguistic form, it is more suitable to apply fuzzy logic in determining weights associated 
with the performance indices and contingency ranking [154]. In the present work the 
fuzzy logic approach has been used to determine the performance indices for each out- 
age case considering the voltage stability margin along with the bus voltage deviations . 
The complete fuzzy reasoning process for the contingency ranking involves three major 
steps [154] 

(i) Compiling the heuristic rules used by system operator in contingency ranking. 

(ii ) Using heuristic rules as guideline for the representation of post contingent quantities 
utilizing fuzzy logic notations. 

(iii ') Perform fuzzy reasoning to combine the evidence from each post contingent quantity 
and reach the desired ranking list. 

However, for the application of fuzzy reasoning, the data sets should be represented 
into different class of memberships as given in subsequent subsections. 


2*3.1 Fuzzy Representation of Bus Voltage Data 

Post contingent voltage deviation at bus-i can be written as 

|AKI = \Vi - V„ 

where Vi = calculated value of voltage magnitude at bus-i 

K'.p = specified or target value of voltage magnitude at bus-i. 


(2.0) 


This can be normalized with respect to maximum allowable voltage deviation as 

iAK-1 


DVi 




2 . 6 ) 


^max 


where )/2 

These normalized voltages are divided into five categories using fuzzy set notations. 
VS (very small), S (small), M (medium), L (large) and VL (very large). 

The Table 2.2 shows correspondence between the normalized voltage deviation (DV) 
and the five linguistic variable [LV). 
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Table 2.2: Relation between DV and LV 


LV 

VS 

5 

M 

L 

VL 

DV 

0.0 - 0.4 

0.4 - 0.8 

0.8 - 1.2 

1.2 - 1.6 

1.6 - oo 


Table 2.3: Relation between MI a.ndLV 


LV 

VS 

5 

M 

L 

VL 

MI 

0.0 - 0.1 

i 0.1 - 0.2 

0.2 - 0.3 

0.3 - 0.5 

0.5 - 1.0 


2.3.2 Fuzzy Representation for Stability Margin Data 


For each contingency the voltage stability margin with respect to the maximum reactive 
power loadability has been calculated employing a method suggested by Dobson et al. [174l 
These margins were normalized with respect to the margin available at the base case, as 
described below in equation(2.7') 


{NMA)i = 


{M L)i — Qtl 
{ML)b — Qtl 


I 


where 

{NMA)i = Normalized reactive power margin available after contingency. 
[ML]i = Maximum loadability after contingency. 

{ML)b = Maximum loadability at given base condition. 

Qtl = Total reactive power load in the system. 


In any contingency case the higher the NMA, the lesser will be the severity index. 
Hence a performance index to indicate relative severity (maximum loadability index) M I 
can be defined as 


MI =1- NMA (2.8,1 

This maximum loadability index is also divided into five linguistic variables [LV) for fuzzy 
representation. Table 2.3 describes the relation between them. 


2.3.3 Fuzzy Reasoning Procedure 

If any outage causes loss of load or negative margin, it is declared as the most severe 
without performing further analysis. In other cases the load patterns were given to FLN 
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Figure 2.3: The membership function for the five linguistic variable 


to predict the voltages. In the present work an exponential membership function (rather 
than conventional triangular function] for each linguistic variable has been utilized which 
covers a much wider range of variation. The exponential membership function can be 
expressed as given in equation(2.9) 


p^{-A\SI-C\) 


KSI) = 


if \SI-C\<W 


, otherwise. 


(2.9,1 


The values of C, W, P and A for different linguistic variables are given in Table 2.4. 
SI is the severity index. Figure 2.3 shows fuzzy representation of five linguistic variables. 
The values of C, W, P and A were decided heuristically for all the systems. For example 
voltages, most of the time, assume values in the medium range and for few cases in the 
VS or VL ranges. The value of W reflects this probability. 

The membership function of each linguistic variable was enhanced by multiplying 
number of evidences described by that linguistic variable. In fuzzy reasoning, each post- 
contingent quantity was called as evidence. This modified membership function was used 
to find the performance index using center of gravity algorithm [12]. 
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Table 2.4: The parameters of the membership functions 


LV 

VS 

S 

M 

L 

VL 

C 

200 

400 

600 

800 

1100 

W 

100 

150 

200 

150 

150 

P 

. 018 

.049 

.134 

.360 

1.000 

A 

.020 

.020 

.020 

.040 

.040 


In center of gravity algorithm, we first define 

--l(i)= r [M'„(S;) + f<l(S/)+MM(S/) + ><l(S/) + M'i-L(S-')l<i5f (2.101 

J .«00 

The sum of total area covered by all membership functions is given by 

.4net = A(oo) (2.11 • 

The performance index PI can be obtained by solving equation (2.12) 

A{Pl)= f [^„{SI) + ^,(Sl) + ,;»(Sl) + ^’dSI) + AvdSmSI = ^ (2.12 

J —oo Z 


2.3.4 Overall Performance Index 

To see the effect of reactive power margin on contingency ranking, three sets of perfor- 
mance indices have been defined along with fuzzy ranking. They are based on the voltage 
deviation {PIv\ based on the voltage stability/maximum loadability [PIl] and the overall 
performance index combining the two {PI a) as given below: 


^WvJVi-K 


speci 


i=l 


PL. = MI 


I'ltmtt 


(2.13, 

(2.14! 


PIa = PIv + K ■ PIl 


(2.15 1 


where K is a factor which assigns the relative weightage to the two criteria viz. the voltage 
deviation and stability margin. In the present work value of K has been selected as 1. 

The overall performance index using fuzzy logic has been computed in this work by 
utilizing a membership function which has been obtained as the superposition of the two 
membership functions corresponding to voltage deviation and stability margin. 
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2.4 System Studies and Results 

2.4.1 Voltage Prediction 

To establish the efFectiveness of the proposed voltage prediction method using functional 
link network, the artificial neural network was trained for IEEE 14-bus system. IEEE 
30-bus system and practical 75-bus Indian system representing 132 KV, 220 KV and 
400 KV network of U.P. State Electricity Board (UPSEB) as described in Appendices 
C, D and E respectively. An error criterion used for training was 0.005 p.u. A slightly 
higher value of criterion was selected to reduce the training time. Moreover, the exact 
voltages are not required for contingency ranking. During training, the learning rate (7y) 
and momentum (a) were taken as 0.8 and 0.3 respectively for first 200 iterations and 
were changed to 0.6 and 0.35 respectively in subsequent iterations. It was found that 
this change helps in accelerating the convergence. Once the training was complete, it was 
tested with the patterns other than those used for the training. The predicted voltage 
values were compared with their exact values obtained from full AC .Kewton Raphson 
load flow method. The results of voltage prediction and outage analysis for the three 
systems are described below; 

2.4. 1.1 IEEE-14 bus system 

For IEEE- 14 bus system the ANN was trained for 200 training patterns corresponding to 
different loading conditions and line outages. After training, the ANN model was tested 
for 20 novel test patterns. For these test cases the absolute maximum error, the absolute 
minimum error and the absolute average error in the predicted voltages were found to 
be 0.017932 p.u., 0.000002 p.u. and 0.00419 p.u. respectively. Table 2.5 shows results 
of three typical contingency cases corresponding to the outage of lines (1-8), (3-10) and 
(13-14). 

2. 4. 1.2 IEEE-30 Bus System 

For the IEEE-30 bus system, artificial neural network was trained for 400 patterns corre- 
sponding to different loading conditions and line outages. The network was tested with 
40 test patterns each corresponding to different line outages. These test patterns were not 
included in the training patterns. During testing, the absolute maximum error, absolute 
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Table 2.5: Post-outage voltages for 14-bus system 


Bus 

No 

Outage of 

line (1-8) 

line 

7-10) 

line (13-14) 

Voltage 
by ANN 

Voltage 
by NRLF 

Voltage 
by ANN 

Voltage 
by NRLF 

Voltage 
by ANN 

Voltage 
by NRLF 

1 

1.0600 

1.0600 

1.0600 

1.0600 

1.0600 

1.0600 

2 

1.0443 

1.0420 

1.0473 

1.0450 

1.0450 

1.0450 

;i 

1.0701 

1.0661 

1.0723 

1.0698 

1.0700 

1.0700 

4 

1.0145 

1.0100 

1.0058 

1.0100 

1.0099 

1.0100 

5 

1.0907 

1.0900 

1.0912 

1.0900 

1.0900 

1.0900 

6 

1.0641 

1.0592 

1.0709 

1.0683 

1.0617 

1.0617 

7 

1.0498 

1.0520 

1.0590 

1.0655 

1.0529 

1.0529 

8 

1.0227 

1.0165 

1.0296 

1.0303 

1.0293 

1.0294 

9 

1.0229 

1.0154 

1.0257 

1.0262 

1.0238 

1.0238 

10 

1.0474 

1.0469 

1.0307 

1.0252 

1.0479 

1.0480 

11 

1.0556 

1.0527 

1.0493 

1.0434 

1.0547 

1.0548 

12 

1.0564 

1.0513 

1.0523 

1.0559 

1.0571 

1.0571 

13 

1.0473 

1.0462 

1.0526 

1.0515 

1.0551 

1.0552 

14 

1.0331 

1.0314 

1.0367 

1.0415 

1.0206 

1.0206 
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minimum error, and the absolute average error in the values of predicted voltages were 
found to be 0.032477 p.u., 0.000003 p.u. and 0.00587 p.u. respectively. The values of 
bus voltages predicted in p.u. with the neural network and NRLF method for outages of 
three lines (2-11), (18-19) and (29-30) have been given in Table 2.6. 

2.4.1.3 75-bus UPSEB System 

Total 150 training patterns were used to train the neural network for the 75-bus system- 
generated for the different loading conditions and for 12 different line outages. Once the 
neural network was trained, it was tested for 20 test patterns, other than those used 
for the training. The absolute maximum, minimum and average errors in bus voltages 
predicted by the ANN for this system were 0.0445 p.u., 0.000004 p.u. and 0.0061 p.u. 
respectively. Table 2.7 shows voltage values predicted in p.u. by the ANN and the NRLF 
methods for outages of lines (17-18), (54-63) and (35-36). 

2.4.2 Contingency Ranking 

The bus voltages predicted by the .ANN model for all the three systems were first used for 
computing the voltage deviation based performance indices (Ply) for each contingency 
cases. The ranking of few most severe contingencies and the associated Pl^ values for the 
14-bus. 30-bus and 75-bus systems are given in Tables 2.11, 2.14 and 2.15 respectively. 

In order to compute the voltage stability margin performance index [PIl) and the 
ranking of contingencies based on this criterion, the closest distance to the maximum 
loadability point (saddle node bifurcation) with respect to change in reactive power loads 
were computed for all contingency cases at the base case of the three systems by using 
an approach described in [90]. The reactive power margin were expressed as the firs* 
norm difference between the base case loading and the critical loading. These values for 
the base case and few contingency cases in the three systems are given in Tables 2.8. 2.9 
and 2.10 respectively. Those contingency cases showing negative margin or resulting into 
loss of load were declared as most severe cases and were not included for calculation of 
performance index (PIi.). The performance indices Pli for the remaining cases having 
positive margin were computed by the fuzzy logic approach and their values in the rank 
order for few cases are listed in Tables 2.12. 2.15 and 2.18 respectively for the three 
systems. It can be seen that the ranking of contingencies change in the present case aa 
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Table 2.6; Post-outage voltages for 30- bus system 


Bus 

No 

Outage of 

line (2-11) 

line (18-19) 

line (29-30) 

Voltage 
by ANN 

Voltage 
by NRLF 

Voltage 
by ANN 

Voltage 
by NRLF 

Voltage 
by ANN 

Voltage 
by NRLF 

1 

1.0601 

1.0600 

1.0601 

1.0600 

1.0601 

1.0600 

2 

1.0445 

1.0450 

1.0444 

1.0443 

1.0457 

1.0443 

3 

1.0079 

1.0100 

1.0098 

1.0100 

1.0088 

1.0100 

4 

1.0819 

1.0820 

1.0828 

1.0820 

1.0825 

1.0820 

5 

1.0071 

1.0100 

1.0120 

1.0100 

1.0097 

1.0100 

6 

1.0701 

1.0710 

1.0705 

1.0710 

1.0677 

1.0710 

7 

1.0377 

1.0377 

1.0399 

1.0385 

1.0410 

1.0397 

8 

1 .0234 

1.0218 

1.0239 

1.0217 

1.0229 

1.0241 

9 

1.0417 

1.0424 

1.0472 

1.0469 

1.0425 

1.0455 

10 

1.0817 

1.0763 

1.0849 

1.0789 

1.0744 

1.0782 

11 

1.0046 

1.0063 

1.0164 

1.0148 

1.0141 

1.0146 

12 

1.0002 

1.0003 

1.0044 

1.0023 

1.0051 

1.0024 

13 

1.0050 

1.0068 

1.0102 

1.0101 

1.0091 

1.0102 

14 

1.0269 

1.0277 

1.0347 

1.0336 

1.0274 

1.0309 

15 

1.0242 

1.0235 

1.0322 

1.0308 

1.0255 

1.0264 

16 

1.0272 

1.0263 

1.0292 

1.0287 

1.0248 

1.0290 

17 

1.0183 

1.0177 

1.0186 

1.0183 

1.0154 

1.0201 

18 

1.0115 

1.0105 

1.0249 

1.0256 

1.0136 

1.0132 

19 

1.0080 

1.0060 

1.00.32 

.9962 

1.0122 

1.0086 

20 

1.0109 

1.0092 

1.0076 

1.0018 

1.0152 

1.0117 

21 

1.0157 

1.0128 

1.0159 

1.0130 

1.0161 

1.0150 

22 

1.0173 

1.0144 

1.0179 

1.0149 

1.0176 

1.0167 

23 

1.0209 

1.0175 

1.0272 

1.0229 

1.0233 

1.0203 

24 

1.0233 

1.0181 

1.0272 

1.0208 

1.0271 

1.0205 

25 

1.0545 

1.0489 

1.0574 

1.0515 

1.0512 

1.0511 

26 

1.0414 

1.0318 

1.0443 

1.0345 

1.0381 

1.0340 

27 

1.0158 

1.0158 

1.0247 

1.0232 

1.0243 

1.0231 

28 

1.0086 

1.0091 

1.0124 

1.0117 

1.0121 

1.0118 

29 

1.0652 

1.0575 

1.0632 

1.0602 

1.0723 

1.0698 

30 

1.0552 

1.0467 

1.0568 

1.0493 

1.0310 

1.0328 
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Table 2.7: Post-outage voltages for 75-bus system 



Outage of 

Bus 

line (17-19) 

line (54-63) 

line (35-36) 

No 

Voltage 

Voltage 

Voltage 

Voltage 

Voltage 

Voltage 


by ANN 

by NRLF 

by ANN 

by NRLF 

by ANN 

by NRLF 

1 

1.0300 

1.0300 

1.0300 

1.0300 

1.0300 

1.0300 

; 2 

1.1513 

1.1513 

1.1377 

1.1349 

1.1636 

1.1603 

3 

1.2407 1 

1.2436 

1.2051 

1.2045 

1.2596 

1.2489 

4 

1 

1.3721 

1.3792 

1.3145 

1.3204 

1.4141 

1.3885 

I 5 

1.4228 

1.4315 

1.3648 

1.3686 

1.4684 

1.4407 

6 

1.4224 j 

1.4310 

1.3641 

1.3679 

1.4680 

1.4403 

7 

1.4237 

1.4333 

1.3696 

1.3714 

1.4692 

1.4422 

8 

1.3049 ' 

1.3131 

1.2428 

1.2474 

1.3484 

1.3228 

: 0 

1.1515 

1.1500 

1.1406 

1.1368 

1.1613 

1.1593 

1 10 

1.2578 

1.2623 

1.2196 

1.2214 

1.2829 

1.2687 

; 11 

1.1958 

1.1972 

1.1466 

1.1390 

1.1746 

1.1768 

; 12 

1.1648 

1.1631 

1.1519 

1.1480 

1.1742 

1.1726 

,1 13 

1.1342 

1.1649 

1.1236 

1.1493 

1.1961 

1.1746 

i 1 1 

1.3819 

1.3889 

1.3232 

1.3293 

1.4238 

1.3979 

:i 10 

1.3532 

1.3608 

1.3116 

1.3192 

1.3962 

1.3724 

i 16 

1.1499 

1.1499 

1.1363 

1.1335 

1.1622 

1.1589 

i 17 

1.1297 

1.1280 

1.1230 

1.1190 

1.1401 

1.1375 

i 18 

1.2413 

1.2442 

1.2058 

1.2052 

1.2602 

1.2495 

19 

1.2065 

1.2078 

1.1611 

1.1541 

1.1870 

1.1889 

20 

1.1964 

i 1.1978 

1.1484 

' 1.1411 

1.1758 

1.1778 

1 21 

1.3902 

1 1.3970 

1.3312 

1.3374 

1.4330 

1.4061 

22 

1.3879 

i 1.3938 

1.3325 

1.3358 

1.4239 

1.4008 

23 

1.2493 

! 1.2562 

1.2194 

1.2261 

1.2866 

1.2668 

24 

1.2566 

1 1.2612 

1.2185 

1.2202 

1.2818 

1.2676 

25 

1.3850 

1.3912 

1.3276 

1.3318 

1.4234 

1.3990 

26 

1.2452 

1.2475 

1.2048 

1.2023 

1.2542 

1.2463 

27 

1.2459 

1.2488 

1.2067 

1.2054 

1.2601 

1.2501 

28 

1.3707 

1.3778 

1.3131 

1.3190 

1.4126 

1.3870 

29 

1.3949 

1.4013 

1.3394 

1.3443 

1.4365 

1.4099 

30 

1.3914 

1.3982 

1.3325 

1.3387 

1.4341 

1.4072 

31 

1.4211 

1.4298 

1.3632 

1.3669 

1.4667 

1.4390 

32 

1.4207 

1.4293 

1.3626 

1.3664 

1.4662 

1.4385 

33 

1.4223 

1.4319 

1.3681 

1.3699 

1.4677 

1.4407 

34 

1.3052 

1.3134 

1.2431 

1.2478 

1.3487 

1.3232 

35 

1.1526 

1.1510 

1.1417 

1.1380 

1.1623 

1.1603 

36 

1.1637 

1.1709 

1.1372 

1.1388 

1.1624 

1.1738 

37 

1.1409 

1.1470 

1.1176 

1.1191 

1.1432 

1.1496 
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Table 2.7 (Contd.) ... 



Outage of 

Bus 

line ( 

2-11) 

line (18-19) 

line (29-30) 

No 

Voltage 

Voltage 

Voltage 

Voltage 

Voltage 

Voltage 


by ANN 

by NRLF 

by ANN 

by NRLF 

by ANN 

by NRLF 

38 

1.4140 

1.4203 

1.3576 

1.3609 

1.4540 

1.4285 

39 

1.4142 

1.4238 

1.3602 

1.3620 

1.4595 

1.4326 

40 

1.1896 

1.1910 

1.1401 

1.1326 

1.1684 

1.1705 

41 

1.1656 

1.1638 

1.1527 

1.1488 

1.1749 

1.1733 

42 

1.1354 

1.1660 

1.1249 

1.1505 

1.1970 

1.1756 

43 

1.3823 

1.3892 

1.3235 

1.3297 

1.4240 

1.3982 

44 

1.3601 

1.3677 

1.3189 

1.3264 

1.4028 

1.3791 

45 

1.3603 

1.3679 

1.3195 

1.3271 

1.4033 

1.3795 

46 

1.1236 

1.1252 

1.1078 

1.1063 

1.1345 

1.1313 

47 

1.2337 

1.2367 

1.2004 

1.2002 

1.2546 

1.2438 

48 

1.1775 

1.1790 

1.1270 

1.1193 

1.1558 

1.1580 

49 

1.1694 

1.1709 

1.1185 

1.1107 

1.1475 

1.1497 

50 

1.1751 

1.1761 

1.1528 

1.1507 

1.1928 

1.1862 

51 

1.2476 

1.2507 

1.2066 

1.2053 

1.2624 

1.2520 

52 

1.2504 

1.2535 

1.2090 

1.2077 

1.2653 

1.2549 

53 

1.3942 

1.4013 

1.3349 

1.3408 

1.4376 

1.4105 

54 

1.3272 

1.3348 

1.2695 

1.2739 

1.3677 

1.3439 

55 

1.3463 

1.3532 

1.3019 

1.3091 

1.3871 

1.3638 

56 

1.3796 

1.3866 

1.3211 

1.3272 

1.4219 

1.3958 

57 

1.3863 

1.3929 

1.3223 

1.3320 

1.4294 

1.4021 

58 

1.3826 

1.3893 

1.3199 

1.3285 

1.4255 

1.3985 

59 

1.3927 

1.3990 

1.3245 

1.3374 

1.4358 

1.4081 

60 

1.3794 

1.3858 

1.3211 

1.3253 

1.4184 

1.3936 

61 

1.3983 

1.4056 

1.3388 

1..3444 

1.4422 

1.4148 

62 

1.4112 

1.4194 

1.3519 

1.3565 

1.4564 

1.4286 

63 

1.3390 

1.3446 

1.2989 

1.3059 

1.3754 

1.3546 

64 

1.1864 

1.1878 

1.1372 

1.1297 

1.1653 

1.1674 

65 

1.3899 

1.3966 

1.3308 

1.3370 

1.4326 

1.4057 

66 

1.1893 

1.1908 

1.1407 

1.1333 

1.1685 

1.1706 

67 

1.2526 

1.2570 

1.2152 

1.2166 

1.2771 

1.2635 

68 

1.2390 

1.2420 

1.2026 

1.2019 

1.2571 

1.2465 

69 

1.1220 

1.1282 

1.0980 

1.0996 

1.1243 

1.1308 

70 

1.3830 

1.3894 

1.3240 

1..3282 

1.4224 

1.3974 

71 

1.2421 

1.2451 

1.2035 

1.2024 

1.2574 

1.2472 

72 

1.3830 

1.3893 

1.3241 

1.3284 

1.4223 

1.3973 

73 

1.3490 

1.3567 

1.3095 

1.3171 

1.3919 

1.3683 

74 

1.2482 

1.2552 

1.2189 

1.2255 

1.2857 

1.2657 

75 

1.3968 

1.4032 

1.3414 

1.3463 

1.4385 

1.4119 
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Tabl e 2.8: Reactive power margin for IEEE 14-bus sy stem 


Sr. 

No. 

Outage of 
line no. 

from 

bus 

to 

bus 

Reactive power 
margin in p.u. 

1 

Base case 

- 

- 

1.056600 

2 

1 

8 

3 

0.432363 

3 

2 

9 

6 

0.757790 

4 

3 

9 

7 

0.886557 

f) 

4 

1 

8 

0.676244 

() 

5 

2 

8 

0.931432 

7 

6 

4 

9 

1.014365 

8 

7 

9 

8 

0.961545 

9 

8 

1 

2 

-0.366376 

10 

9 

2 

4 

0.725048 

11 

11 

2 

9 

0.879069 

12 

12 

6 

7 

0.593989 

13 

15 

3 

12 

0.830777 

14 

16 

3 

13 

0755158 

15 

18 

10 

11 

1.025420 


compared to those obtained by using Ply values given in Tables 2.11, 2.14 and 2.17. 
Thus, the contingencies which are most severe from voltage violation point of view may 
not remain the most severe one considering the voltage stability margin. 

The overall performance index (PI^) were also computed by using the fuzzy logic 
approach for various contingencies in the three systems. Tables 2.13, 2.16 and 2.19 re- 
spectively, list the rank of few contingencies along with the PI^ values for 14-bus, 30-bus 
and 75-bus systems. 


2.5 Conclusions 

In this chapter, a new method based on ANN using Functional Link Network (FLN) 
model was developed for post-outage bus voltage prediction. Fuzzy logic have been used 
to compute the performance indices of the contingencies recpiired for ranking them in 
order of their relative severities. Voltage stability margin has been included, probably 
for the first tinu', for contingcuicy S('l('ction. H<'sults obtaincul on thr<x^ systcnns rcweal the 
following: 
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Tabl e 2.9: Reactive power margin for IEEE 30-bus sy stem 


Sr. 

No. 

Outage of 
Hue no. 

from 

bus 

to 

bus 

Reactive power 
inargiii in ]).u. 

1 

Base case 

- 

- 

0.709849 

2 

1 

13 

7 

0.464810 

3 

5 

2 

5 

0.349252 

4 

6 

2 

13 

0.612264 

5 

7 

11 

13 

0.610965 

6 

7 

11 

13 

0.610965 

( 

8 

5 

12 

0.699412 

8 

9 

13 

12 

0.708675 

9 

10 

13 

3 

0.697366 

10 

12 

1 

27 

0.413884 

11 

14 

2 

11 

0.688404 

12 

18 

14 

15 

0.709300 

13 

19 

16 

17 

0.707198 

11 

25 

8 

‘^1 

0.70531 1 

15“ 

26 

8 

22 

0.705920 

16 

27 

21 

22 

0.704169 

18 

28 

15 

23 

0.675625 

19 

30 

23 

24 

0.670513 

20 

33 

25 

10 

0.689757 

21 

34 

27 

11 

0.420817 

22 

39 

29 

30 

0.537596 

23 

40 

3 

28 

0.689542 

24 

41 

13 

28 

0.583216 
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T abic 2.10: Reactive power margin for 7r)-bus syste m 


Sr. 

No. 

Outage of 
line no. 

from 

bus 

to 

bus 

Reactive power 
margin in p.u . 

1 

Base case 

- 

- 

1 .8322 

2 

38 

17 

19 

1.0991 

3 

39 

17 

23 

0.7570 

1 

57 

59 

39 

1.8210 

5 

58 

54 

63 

1.8157 

6 

69 

35 

36 

1 .4293 

7 

66 

19 

36 

1.8285 

8 

69 

74 

41 

1.0644 

9 

78 

41 

42 

0.5890 

10 

111 

23 

29 

0.4839 


Table 2.11: Contigency Ranking in 14-bus system based on voltage deviation 


rank 

line 

no. 

from 

bus 

to 

bus 

Plv 

1 

8 

1 

2 

409.735 

2 

16 

3 

13 

356.864 

3 

12 

6 

7 

259.635 

4 

9 

2 

4 

242.356 

5 

17 

7 

14 

242.356 


Table 2.12: Contigency Ranking in 14-bus system based on stability margin 


rank 

line 

no. 

from 

bus 

to 

bus 

PIl 

1 

1 

8 

3 

59.079 

2 

12 

6 

7 

43.782 

3 

4 

1 

8 

35.998 

4 

9 

2 

4 

31.379 

5 

16 

3 

13 

28.719 
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Table 2.13: (loiitigency Ranking in 14-bus system based on overall index 


rank 

line 

no. 

froni 

bus 

to 

bus 

PIa 

1 

4 

1 

8 

497.370 

2 

1 

8 

3 

330.164 

3 

2 

9 

6 

277.222 

4 

9 

2 

4 

237.812 

5 

12 

6 

7 

237.812 


Table 2.14: Contigency Ranking in 30-bus system based on voltage deviation 


rank 

line 

no. 

from 

bus 

to 

bus 

PIv 

1 

36 

27 

11 

582.313 

2 

3 

11 

9 

436.168 

3 

5 

2 

5 

435.795 

4 

14 

7 

8 

373.928 

5 

30 

24 

25 

338.585 

6 

16 

9 

15 

226.000 

7 

41 

3 

28 

217.422 


Table 2.15: Contigency Ranking in 30- bus system based on stability margin 


rank 

line 

no. 

from 

bus 

to 

bus 

PIl 

1 

5 

2 

5 

50.799 

2 

13 

1 

27 

41.694 

3 

36 

27 

1 1 

40.717 

4 

1 

13 

7 

34.519 

5 

39 

29 

30 

24.266 

6 

'11 

13 

28 

17.839 





CllAFTEli 2. VOLTAGE GUNTINGENCY SELECTION ... EUZZY LOGIC 


Table 2.16: 


Contigency Ranking in 30-bus system based on overall index 


rank 

line 

no. 

from 

bus 

to 

bus 

PIa 

1 

36 

27 

11 

582.313 

2 

5 

2 

5 

453.658 

3 

39 

29 

30 

436.168 

4 

13 

1 

27 

221.. 34 2 

5 

1 

13 

7 

214.229 

6 

41 

13 

28 

204.636 


Table 2.17: Contigency Ranking in 75-bus system based on voltage deviation 


rank 

line 

no. 

from 

bus 

to 

bus 

PIv 

1 

Ill 

23 

29 

1098.740 

2 

69 

74 

41 

1096.800 

3 

39 

17 

23 

1093.640 

4 

64 

35 

36 

806.989 

5 

78 

41 

42 

791.662 

6 

38 

17 

19 

788.417 

7 

56 

54 

6.3 

782.442 

8 

57 

59 

39 

394.424 

9 

66 

19 

36 

201.8.30 


Table 2.18: 


Contigency Ranking in 75- bus system based on stability margin 


rank 

line 

no. 

from 

bus 

to 

luis 

Ph 

1 

Ill 

23 

29 

84.506 

2 

78 

41 

42 

67.854 

3 

39 

17 

23 

58.686 

4 

64 

35 

36 

41.907 

5 

38 

17 

19 

40.039 

6 

69 

74 

■ii 

21.992 
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Table 2.19: Contigency Ranking in 75-bus system based on overall index 


rank 

line 

no. 

from 

bus 

to 

bus 

PIa 

1 

Ill 

23 

29 

1682.320 

2 

69 

74 

41 

1433.700 

3 

78 

41 

42 

1096.650 

4 

39 

17 

23 

1093.340 

T) 

38 

17 

19 

737.723 

6 

64 

35 

36 

690.251 

7 

66 

19 

36 

517.188 


(i) Voltages predicted by the proposed FLN based ANN models were quite accurate 
and can be used for contingency selection. The average error in all the test cases 
were within 1%. 

(ii) The ANN based voltage prediction method is extremely fast. The maximum CPU 
time in all the three systems was computed on HP9000/735 computer system. It 
was found to be U.24 seconds. 

(iii) Fuzzy logic can be effectively used for obtaining the performance indices (Pis) for 
various coiitingt'iicics. It is fr('<' from misraiikiiig (dfcct as it does not depend on the 
choice of weighting factors. 

(iv) The contingency ranking changes when the PI is calculated based on the voltage 
stability margin as compared to those obtained by using only the bus voltage devi- 
ations. 




Chapter 3 


Estimation of Closest Saddle Node 
Bifurcation using ANN Based 
Analog Simulation 

3.1 Introduction 

hi most, of the researeli work the voltage stability has been considered as static phe- 
iionieiioii. This is due to slow variation of voltage over a long time observed in most of 
the incidents [220] until it reaches near to maximum loadability point where it decrecises 
rapidly leading to the voltage collapse. This phenomenon can be described [90] as loss of 
stability when a stable equihbrium point disappears in saddle node bifurcation. 

To predict the stability margin with respect to saddle node bifurcation, extensive 
works exist which can be broadly classified as direct or indirect methods. In direct method, 
stability margin is defined in term of the additional demand that will take the system to 
the stability boundary. This measure may correspond to the Lj norm of the distance. 
The Euclidean distance or L 2 norm can also be used to measure the minimum distance 
to the boundary of the feasibility region as described in [137, 174]. 

In the indirect methods, some indices are generated which measure the stability margin 
such as reactive pow('r sc'iisitivity to bus voltage [108, 176], Voltage Collaj)se Proximity 
Indicator (VCPl) derived from the sensitivity of total reactive power generation to real 
or reactive load increase [45, 143], Voltage Instability Proximity Indicator (VIPI) based 
oil multiple load How solutions [40, 107], minimum singular value, minimum eigenvalue 
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or condition number of power flow Jacobian [83,84,94, 157,187,245]. These methods, in 
general, require large computing time as they involve several power flow computations 
[250]. In some of the applications such as contingency selection and analysis as described 
in chapter-2, where voltage stability margin is required to be computed fast, the above 
existing methods may not be suitable. 

To enhance the speed in determination of the stability margin with respect to the 
maximum loadability or the saddle node bifurcation point, a novel method employing 
analog simulation based Neural Network [74] has been suggested in this chapter. The 
problem of determining the saddle node bifurcation has been formulated as a nonlinear 
optimization probUnn and ‘SPKflC’ [)rograiu has been used to realize the analog circuitry 
of the ANN model. The proposed method has been tested on two sample systems. 

3.2 Saddle Node Bifurcation 

Bifurcation in a dynamical system refers to the onset of a qualitative change in its behav- 
ior. The qualitative change in the behavior of a dynamical system may take place when 
new fixed (equilibrium) points or periodic orbits are generated or existing ones disappear 
and/or there is change in their stability type. The bifurcation is said to be local when 
it emerges out of fixed point (equilibrium point). It can be determined by observing the 
behavior of the model in a small neighborhood of an equilibrium. The global bifurcation 
emerges out of periodic orbit and characterized by a qualitative change in the phase por- 
trait not rostriett'd to small neighborhood of an equilibrium. The global bifurcations are 
determined by nonlinear analysis. 

Examples of local bifurcations are saddle node bifurcation (SNB) and Hopf bifurcation 
(HB). Period doubling bifurcation, cyclic fold bifurcation, are few examples of global 
bifurcation. In the above list saddle node bifurcation is a static bifurcation whereas all 
others are dynamic bifurcations. 

To describe the saddle node bifurcation consider a simple dynamical equation [80]. 

X ~ X e e (3.1) 

The ociuilibrium [)oints of this system can be obtained by equating the time derivative 
ttuin to zero i.e. 

0 zz: 


( 3 . 2 ) 
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X 



Figure 3.1: Saddle-node Bifurcation 

This represents a parabola in /x — x plane a.s shown in Figure 3.1. For^ < 0 equation 
(3.1) has no equilibrium point or equation (3.2) has no real solution. For /x > 0, there 
exist two equilibrium points one of them being stable and the other is unstable. At /x = 0, 
the associated matrix is singular. This particular type of bifurcation where on one side 
of a parameter value there is no equilibrium point and on the other side there exist two 
e(iuilibrium points is referred to as a saddle node bifurcation. 

In general at the saddle node bifurcation point (x*, A*) of a dynamical system 

i = g{x, A) g : ^ 

following conditions should be satisfied 

• The Jacobian matrix D^gix*, A*) containing first partial derivative of g with respect 
to state variables x has a unique simple zero eigenvalue with right eigenvector u* 
and left eigenvector u;* . 

• 'w^.{Dxg{X*,X*)) 7 ^ 0 

• u?.. (/Ij. </(!>*, (!.)) 7^ , where ^ denotes a Hessian Matrix. 
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3.3 Prediction of closest saddle node bifurcation 

The saddle node bifurcation in power system (static) model occurs when the number of 
solutions to the load flow equations changes under loading parameter variation. The sin- 
gularity of load flow Jacobian has been popularly used to identify saddle node bifurcation 
(SNB). 

The static model of a power system can be described by equation (3.3) 

0 = /(.t,A) (/ : /r+P yr (3.3) 

where x G IC is the system state vector which includes bus voltage phasors and A € IT’ 
is a parameter vector of real and reactive power demand at buses. In the present study, 
voltage phasors have been considered in rectangular co-ordinates. 

Consider an operating point A^ in W’ dimensional load parameter space which includes 
active and reactive power demand of the system. A set of critical loading at which the 
operating equilibrium of power system disappears in saddle node bifurcation [105] forms a 
hypersurface (say E) in parameter space. The dimension of the curved hypersurface E of 
critical loading is p-1. The closest bifurcation point A* on hypersurface of critical loading 
corresponds to maximum loadability or saddle node bifurcation. Stability margin with 
respect to saddle node bifurcation is the minimum distance between operating point A® 
and A* on liypcrsurfaco E of critical loading. The point A* on E, closest to \° in Euclidean 
sense, is called the closest saddle node bifurcation point. 

The saddle node bifurcation will occur when stable ctiuilibrium point coalesce with 
a nearby unstable equilibrium and disappears causing the system to loose stability. A 
saddle node bifurcation point of the power flow equation (3.3) can be defined at (x,A) 
if the following conditions are satisfied. 

• 5'(-c, A) = 0.0 

• A = Dxg{x,X) is a rank (n-1) deficient matrix i.e. A is singular and one of the 
eigenvalues is zero. 

where A is the Jacobian containing derivatives of g{x,X) with respect to x. 

A tlirect method conqjutes saddle node bifurcation point (x, A) by solving the following 
set of non-linear equations [246]. 
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o 

o 


(3.4) 

Av = 0 or wA 

= 0 

(3.5) 

||u|| ^ 0 or 

It^o 

(3.6) 


where is the right(left) eigenvector associated with the zero eigenvalue of A. 

The closest saddle node bifurcation point A* from an operating point can be esti- 
mated by minimizing Euclidean norm of distance between A^ and A* (on hypersurface S). 
It can be formulated as an optimization problem to minimize an objective function 

/ = 

subject to equality constraints given by equations (3.4) and (3.5) and inequality con- 
straints given by equation (3.6). To solve this optimization problem, analog simulation 
based ANN, as described in subsequent section 3.4, has been used in the present work. 

3.4 Non-linear programming using analog simulation 

3.4.1 General 

Non-linear programming is widely encountered in any engineering problem. The essence 
of any non-linear programming problem is to find the extremum of a non-linear objec- 
tive function subject to certain constraints. There have been many numerical algorithms 
developed for solving non-linear programming using digital computers. The main disad- 
vantage of the algorithmic methods is that they generally converge slowly, i.e., computa- 
tional time could be excessive even for low-dimensional problems. Moreover, for certain 
non-linearities, they may offer convergence difficulty. 

In solving non-linear programming problems one has the alternative of using a dedi- 
cated electrical circuit which simulates the objective and constraint functions. In 1984, 
Chua and Lin [47] developed a canonical non-linear programming circuit. This circuit de- 
scription, at that time, was not based on artificial neural network. After Tank and Hopfield 
suggested an ANN based linear programming circuit [59], Kennedy and Chua [74] proved 
that the 4'aiik and lloplield linear progrannning ANN circuit was a special case of Chua 
and Lin’s non-linear programming circuit [47]. Further, Kenedy and Chua [74] improved 
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the canonical circuit to make it suitable for Neural Network implementation. They uti- 
lized the fact that the solution of any non-linear programming problem is analogous to 
the operating point of reciprocal circuit with extremum of some potential function under 
certain constraints in non-linear circuit theory. Hence, if a reciprocal resistive non-linear 
circuit could be synthesised whose potential corresponds to a given objective function to 
be minimized and whose element constitute relations which impose the same equality and 
inequality constraints; the solution of this circuit is precisely the solution of the non-linear 
programming problem. 

3.4.2 Non-linear Programining Circuit 

Consider the following general non-linear programming problem which minimizes a scalar 
function 


/(U1,V2, - •• 



(3.7) 

subject to the constraints 




■ ■ , Vp) > 

0 


92{VuV2, ■ 

IV 

0 

(3.8) 

'’ 2 , • 

• • 1 — 

u 



whore [) and q are two independent integers. Using La Grange multiplier approach to 
solve this problem is to define a La Grange function 

i(». A) = /(<•) + !: A, (3.9) 

where the real constants Ai, A 2 , . . . , A, are the La Grange multipliers. If the program has 
solution e = (>* i.e., 


rum f{v) = f{v*) 


and 





;{. F.s'riMA'noN or ci.osics'r saddle node ... simulation 4a 


then the Kulm-Tuckcr conditions defiiiccl by equations (3.11) to (3.13) must be 
satisfied. 


dvi dvi 

= u 

i = 1,2,.. 

■ ,p 

(3.10) 


> 0 

; = 1,2,.. 

•,9 

(3.11) 

A. 

< 0 

; = i,2,.. 

•,9 

(3.12) 


= 0 

J-1,2,.. 

• ,<? 

(3.13) 


It lias been assumed that the non-linear programming problem has the following prop- 


erties: 

(1) At least one (and may be more) solution to the problem exists. Consequently, 
the optimization function described by equation (3.7) is bounded over which the 
constraints are to be satisfied. 

(2) f(.) and g(.) are continuous and all first and second order partial derivatives of f(.) 
and g(.) exist and are continuous. 

The corresponding equivalent canonical non-linear programming circuit is shown in 
the Figure 3.2. This figure implements the Kuhn-Tucker conditions mentioned above [36]. 
Here each variable Vi represents the node voltage K* and each La Grange multiplier Xj is 
represented by reversed diode cunxnit ij{j = 1,..,,</). 

The circuit eU'nuMits of tlu' l^'igurc' 3.2 ar(' rc'pri'siuitcxl in its e(|uivalcnt form as follows: 
Diode: 

The diodes represented in the Figure 3.2 are the ideal diodes. However, it is difficult 
to simulate the ideal diode characteristics in some of the standard packages like SPICE . 
The equivcxlent circuit for diode which is represented in the canonical circuit corresponds 
to Figure 3.3. This contains a P-N diode connected in feed back with an ideal operational 
amplifier (OPAMP). 

The Vd - id characteristics of an ideal diode is shown in Figure 3.4. This characteristics 
can be represented by following equations, 


o 

VI 

o 

II 

(3.14) 

1,1 > U , \d^ 0 

(3.15) 
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Figure 3.4: Ideal diode charateristics 

VVd = 0 (3.16i 

Voltage controlled voltage source: (VCVS) 

Each diamond shaped symbol enclosing a + and - sign, represented in Figure 3.2. 
indicates non-linear voltage controlled source whose terminal voltage depends on the node 
voltages Vi, Vo,. ■ ■ ,Vp in accordance with the prescribed non-linear constraint functions 

gi{vi,V2,...,Vp). 

Voltage controlled current source: (VCCS) 

Each diamond shaped symbol (in the middle column of Figure 3.2) enclosing the 
arrowhead is a controlled current source whose terminal current depends on both reversed 
diode currents ii,i 2 , . . . ,iq and the node voltages Vi, V 25 • • ■ 7 accordance with the 

function, 



dgj{vi,V2,-,Vp) 

dvi 


Each diamond shaped symbol (on the right in Figure 3.2) enclosing the arrowhead 
is a controlled current source whose terminal current depends on the node voltages 
\\.V 2 , ... ,Vp in accordance with the function 


df{Vl,V2,-,Vp) 

dvi 
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Figure 3.5: Independent current source 


Independent Current Source 

This is represented as a circle enclosing an arrowhead. This element simulates the 
corresponding constants in the objective function. Its equivalent circuit used in any 
circuit simulation program has been shown on right hand side of the Figure 3.5. 

In order to satisfy the functional inequality constraints, multiport (p+q port) D.C. 
transformer [31] is required as shown within dotted lines in Figure 3.2. 

3.4.3 Multiport D.C. Transformer 

An I + m port transformer is a multiport resistive element [31] described by the following 
relation. 


Gi 


0 

A^ ■ 


u 

. u . 


_ -A 

0 


. . 


where 
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+ 


+ 


+ 


Figure 3.6: Simplified notation of (1+m) port transformer 


= 1 



• e.-J 

[ 

^ jl 1 ^J2 ? 

. 

• ] 


ail 

^12 

. .. an 

A = 

aoi 

<^22 

- . . 021 


<^ml 

^m2 

• ■ - O-ml 


A is a real matrix called the Turns Ratio Matrix. Suffix i stands for input quantities 
of the transformer and j for the output quantities. Multiport transformers are built using 
operational amplifiers. A simplified notation of {I + m) port transformer using equation 
(3.17) can be shown as in Figure 3.6 or in vector form as in Figure 3.7. 

The multiport transformer circuit can be realized by two approaches: 

(i) Direct Approach in which the equation (3.17) is realized directly. 

(ii) Scattering Matrix Approach which realizes the scattering matrix of the equation 
(3.17) instead of realizing the equation directly. 
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+ 


Figure 3.7: Vector notation of (1+m) port transformer 



Figure 3.8: A (1 + 1)- port transformer 


The direct approach has been used in realizing the multiport transformer in the present 
work as described below: 

Consider a traditional (1+1) port transformer shown in Figure 3.8, whose constitutive 
relations are represented by equation (3.18), 



0 a 


1 

• 

■ c-s 

1 


1 

1 

P 

o 

1 




(3.18) 


where a is real number. 

The figure 3.9 realizes these relations for any a > 0. For the sake of analysis consider 
the circuit into two parts. The lower part of the circuit shown in Figure 3.9 satisfies the 
voltage constraint e,- = acj and the upper part satisfies the current constraint ij = —aii. 
To realize this the ideal model of the operational amplifier can be used which has been 
represented in figure 3.10. 

The right portion of the Figure 3.10(b) is a norator, whose constitutive relation consists 
of every point in a v-i plane. The left portion is a nullator described by e = 0. 2 = 0. 
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The equations corresponding to the lower part of the Figure 3.9 are 
Ve = 14 = Cj, Vg = Vio 


14 = 


K 


u “1“ 1 


V, 


10 


qVs 

G "I” 1 


Therefore. 

C.J ~~ CLG-j 


(3.19) 


The equations corresponding to upper part of the circuit shown in Figure 3.9 are 

1^2 + F4 


Vo = ti — R - ij , 


^3 = ^7 


t/ ^ 

V 4 = ej — 

a 

which is equivalent to 




14 = 


2 

e,- + Cj 


(3.20) 

On similar lines, (1 + m)-port transformer can be realized using the equation (3.21) 




0 

Gii 

^21 

hi 


—^11 

0 

0 


= 

— a2i 

0 

0 

hm . 


^ml 

0 

0 


0 



ii 


eii 


^72 




(3.21) 


To form a (/ + m) port transformer, one should connect / (1 + m) port transformers 
together. When they are connected in parallel across the m-port the whole network 
realizes equation (3.17). 


3.4.4 An Example Problem 

Consider an optimization problem to minimize a function 

(f>{vi,V2, V3) = I’l + 5ui + ivl + 4i.’^ - 6 uiU 2 - 6U2V3 
k- + f • ri. f • 1 i i. T, KANPUfi' ' 

subject to inequality constraints Z, 

tmlb,A 12) 


(3.22) 
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Figure 3.11: Cannonical circuit for the example problem 


+ ^2 + ^3 ^ 1 

(3.23) 

Ul. U2, V3 > 0 

(3.24) 


The Cannonical circuit representation for the above problem cls explained in subsection 
3.4.2 can be shown as in Figure 3.11. This optimization problem involves 3 variables Vi, 
Oo, &: U3 and one functional inequality constraint given by equation (3.23). Hence a (1+3) 
port dc transformer is required as shown by the dotted portion (A) in Figure 3.11. 

The values of the variables ui, V 2 , are obtained by applying KCL at nodes (1), 
(2) & (3) respectively in Figure 3.11. 

The circuit implementation for the above mentioned problem using multiport trans- 
former can be obtained cls shown in Figure 3.12. The details of the multiport transformer 
is given in sub-section 3.4.3. 
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Figure 3.12: The circuit for the example problem 


The circuit presented in Figure 3.12 was implemented using circuit simulation program 
SPICE version 3. The OP.A.MP’s shown in the Figure 3.12 were represented as a voltage 
controlled current source with high gain (1 Mega ohm) 

The values of ui, Vo. & were obtained by carrying out dc analysis. The example 
problem described by equations (3.22) to (3.24) were also solved using a conventional 
method based on sequential quadratic programming. The values of variables Ui, U 2 , & Vj 
obtained using the proposed analog simulation method and the conventional optimization 
method, along with the CPU time taken by these methods are shown in Table 3.1. 

3.5 Sample System Studies 

The proposed method to estimate the closest saddle node bifurcation point in load pa- 
rameter space using ANN based analog simulation has been tested on 3-bus and 9- bus 
systems. For simulation of the analog circuitry realizing the optimization based formula- 
tion described in sections 3.3 lC 3.4 for estimating the closest saddle node bifurcation an 
available version-3 of SPICE package was utilized. 

Appendix- A describes the data for the 3-bus system. The parameter considered as 
variables in this system were the loading at bus-2 {Pi + Qi) and real power outputs of 
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Table 3.1: Results of the sample example 


Method 

Optimal seting of variable 

Objective 

function 

CPU time 
in msec 

Vl 

V2 

^3 

Analog 

simulation 

method 

0.1908 

0.4454 

0.3635 

0.4852 

0.2 

Conventional 

optimization 

method 

0.1912 

0.4453 

0.3634 

0.4853 

3.8 


Table 3.2: Parameters of 3-bus system (in p.u.) 


Parameter 

Initial 

At saddle node Bifurcation 


with S.Q.P. 

.Analog simulation 

Pg. 

1.25 

1.3361 

1.3412 

Pg2 

1.25 

5.1210 

5.1235 

Pl 

2.5 

6.4571 

6.4647 

Ql 

1.0 

1.5084 

1.5103 

Margin 

(M) 

- 

5.5363 

5.5435 


generators at buses 1 and 3. The values of these parameters obtained at closest saddle 
node bifurcation using sequential quadratic programming (SQP) as well as the proposed 
analog simulation method along with base case values of these variables are given in 
Table 3.2. To confirm the existence of the saddle node bifurcation obtained by the two 
methods, minimum eigenvalues were determined at base case and the predicted saddle 
node bifurcation points. The minimum eigenvalue at base case was 9.2012 and was of 
the order of 10"® at saddle node points determined by either the sequential quadratic 
programming or the proposed method. Thus at the predicted saddle node bifurcation 
points, the minimum eigenvalues are quite close to zero. The stability margin were also 
computed as the Euclidean distance between the base case loading parameters and the 
values (A) at the saddle node bifurcation (A*) point defined as M = \\X — A*||. 

The margin values, computed by the two methods are comparable which axe given in 
Table 3.2. 
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Table 3.3: Parameters of 9-bus system (in p.u.) 


Parameter 

Initial 

At saddle node Bifurcation 


with S.Q.P. 

Analog simulation 

Pu 

1.2500 

1.9844 

1.9851 

Qhi 

0.5000 

2.7023 

2.7028 

Pu 

0.9000 

1.0896 

1.0891 

Qu 

0.3000 

1.1705 

1.1708 

Phi 

1.0000 

1.1307 

1.1312 

Qu 

0.3500 

1.4580 

1.4581 

Margin 

- 



(M) 

- 

2.71571 

2.72614 


Appendix -B presents the 9-bus system. The parameters considered as variables were 
the loadings at bus-5 {Pl, + j QlO- bus-6 {Pl^ 4- j'QlJ and bus-8 + jQtJ. The 
value ot these parameters obtained at saddle node bifurcation using sequential quadratic 
programming and the proposed method along with the base case values of the variables 
are given in Table 3.3. To justify the saddle node bifurcation obtained with the two 
methods, minimum eigenvalue was computed at base case as well as the saddle node 
bifurcation points determined by sequential quadratic programming and the proposed 
analog simulation methods. The value was 6.8267 at the base case and of the order of 
10“^ at saddle node bifurcation points computed by the both methods. The stability 
margins (M) computed using bifurcation points computed by the proposed method and 
SQP are also presented in Table 3.3. .At the saddle node bifurcation point the eigenvalues 
are close to zero and the margins are nearly equal obtained with both the methods. 

Table 3.4 compares the CPU time required by the SQP and the proposed method to 
determine the saddle node bifurcation point. CPU time required by the analog simulation 
method is much less as compared to the Sequential Quadratic Programming method for 
both the test systems. 

3.6 Conclusion 

This chapter has presented a new approach utilizing an analog simulation based .\NN 
method for determining the closest saddle node bifurcation point. The results obtained 
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Table 3.4; The comparison of CPU time 


System 

CPU time required in sec. 

S.Q.P. 

Analog simulation 

3-bus 

2.24 

0.28 

9-bus 

15.01 

0.37 


on two sample systems were compared with sequential quadratic programming (SQP) 
method. The studies conducted in this chapter reveal the following. 

(i) The parameter values obtained by the proposed method and the SQP method are 
comparable. Stability margin defined as the Euclidean distance from base case 
operating point to the predicted saddle node bifurcation point by the two methods 
are almost equal. 

(ii) The proposed method ran be effectively used for real time prediction of the closest 
saddle node bifurcation point, as the CPU time required is much less compared to 
the SQP method. 

(iii) The minimum eigenvalue of the load flow .Jacobian at the predicted saddle node 
bifurcation point is close to zero obtained either by the proposed method or the 
SQP method. 

The results obtained in this chapter were limited to smaller systems mainly due to the 
limitation of the available SPICE (version-3) package. However, the proposed approach 
is quite modular in nature and can be easily extended to large size systems. 




Chapter 4 


Estimation of Closest 
Hopf Bifurcation 

4.1 Introduction 

Today's stressed power system networks provided with various types of controllers inter- 
acting with each other, exhibit highly non-linear dynamical behavior. This has necessi- 
tated a close examination of different types of bifurcations that may take place and lead to 
new types of instabilities in the system. In the phenomenon of voltage instability leading 
to collapse [233], both static and dynamic factors are involved. Saddle- node and Hopf bi- 
furcations have been recognized as the reasons behind instability of the system [43,90,99]. 
Saddle-node bifurcation is a static bifurcation as described in chapter 3 while Hopf bifur- 
cation is a generic case of dynamic bifurcation which leads to oscillatory instability. It has 
been shown that even some simplified power system models become oscillatory unstable 
in Hopf bifurcation before the saddle-node bifurcation occurs [160.164], i.e., before the 
system reaches its maximum loadability limit. However, very little attention has been fo- 
cused on predicting stability margin with respect to Hopf bifurcation. Dobson et al. [145] 
derived the first order factors showing sensitivity of system parameters with respect to 
the Hopf bifurcation. However, no proper method has been suggested to predict numeric 
values of stability margin with respect to the Hopf bifurcation. For secure operation of 
the system, it is essential to know how much margin is available with respect to the Hopf 
bifurcation which may probably occur before the saddle node bifurcation. 

In this chapter a new method based on an optimization technique has been propose 

i 
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for estimating the minimum distance to Hopf bifurcation and tested on a simple single 
machine infinite bus system as well as multi machine 3-bus and 9-bus systems. 

4.2 Hopf Bifurcation 

In 1942, E. Hopf observed the bifurcation from an equilibrium point to a family of periodic 
solutions in non-linear systems of dimension greater than or equal to two. The Hopf 
bifurcation, attributed to his name, is characterized by emergence of periodic orbit (limit 
cycle) around an equihbrium point. The Hopf bifurcation point can be determined with 
the help of linearized analysis. At Hopf bifurcation, the number of equilibrium points are 
preserved but the Jacobian admits a pair of purely imaginary eigenvalues. 

Consider a dynamical system modeled by a vector differential equation 

i = f{x,p) X 6 , p ^ RL (4.1) 

where x is the n-dimensional state vector and p is the parameter vector. When the 
parameter p is varied, the state vector x and eigenvalues of the corresponding Jacobian 
[if] ^■^■3-luated on this path changes. .\t the equilibrium point the left hand side derivative 
term x of equation (4.1) becomes zero and the static model of the system is given by 

/(x.p)=0 (4.2) 

Equation (4.2) specifies the position of the equilibrium point x as a function of p. The 
hypersurface defined by equation (4.2) is asymptotically stable if the eigenvalues of the 
Jacobian have negative real parts at that point. When a complex conjugate pair of 
eigenvalues reaches at the imaginary axis, by varying the parameter p, there exists a Hopf 
bifurcation (say at p = po and x = xq) as shown in Figure 4.1. At Hopf bifurcation, the 
following conditions should be satisfied. 

• fi^o-Po) = 0 

• The Jacobian matrix should have a simple pair of purely imaginarv eigen- 

LVrj(a;o,po) 

values p(po) = 

• The rate of change of real part of the eigenvalues should be non zero 0 
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Figure 4.1: Locus of eigen values for Hopf Bifurcation 

If the — = 0 . it signifies the presence of a degenerate Hopf bifurcation. The 
above conditions imply that for p ^ Po the system has an equilibrium and a closed 
trajectory. A limit cycle exists near this equilibrium point on one side of the parameter 
values [p > po or p < po)- Limit cycle can be unstable or stable. Depending upon the 
nature of the limit cycle the Hopf bifurcation can be classified into two categories namely 
subcritical and supercritical. 

The Hopf bifurcation is said to be subcritical when an unstable periodic orbit (u.p.o.) 
emerges around fixed or equilibrium point and shrinks into a stable equilibrium point 
(s.e.p.) as shown in Figure 4.2. 

The Hopf bifurcation is said to be supercritical when a stable periodic orbit (s.p.o.) 
emerges around unstable equilibrium points (u.e.p.) as shown in Figure 4.3. The stable 
equihbrium becomes unstable and a stable periodic orbit is born at the supercritical Hopf 
bifurcation. 
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. u.p.y. 

°°°Oo 

°o 

s.e.p. O u.e.p. 

e 

P < Po P > Po 



Figure 4.2: Subcritical Hopf bifurcation 



Figure 4.3: Supercritical Hopf bifurcation 
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4.3 Prediction of Closest Hopf Bifurcation 

The power system model can be described by a set of differential and algebraic equations 


II 

F : RI^+^+P RP 

(4.3) 

0 = G(x. y. A) 

G : 

(4.4) 


where x is a vector of states governing dynamics of generators, loads and controls, y 
represents state variables of load flow equations and A is composed of system parameters 
such as transmission line parameters A 5 and operating parameters Ap (e.g. loads). In 
this study A^ were assumed to be known and constant while operating parameters Ap 
were considered as variables. Consider an operating point A^ in dimensional load 
parameter space which includes active and reactive power demand of the system. A set of 
critical loadings at which Hopf bifurcation forms a hypersurface (say T) in a parameter 
space having dimension p — 1 is a curved surface. Security margin to Hopf bifurcation is 
the minimum distance between operating point A* on hypersurface T of critical loading 
and Ap. This security margin must be greater than or equal to some specified tolerance 
e to operate the power system securely. If security margin is less than e, some corrective 
action must be taken to increase this margin. The point A^ on T. closest to A^ in euclidean 
sense, is called the closest Hopf bifurcation point. For this the line joining A^ and A^ will 
be normal to the hypersurface T. 

Hopf bifurcation occurs when the system has a nonhyperbolic equihbrium with a pair 
of purely imaginary eigenvalues and all other eigenvalues having non-zero real part and 
in addition the following transversality conditions are satisfied [213] 

• reduced matrix A defined in equation (4.5) linearized around the steady state 
equilibrium has unique simple pair of only imaginary eigenvalues ji at A*. 


X = Ax = {A — BD ^C)x 




dRe{ ix) 

dX 


Ap— A* 


7^0 


(4.5) 


where 
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A = 

- 

dx 


B = 

dF 

dy 

C = 

dx 


D = 

dG 

dy 






The basic equation, for finding an eigenvalue of matrix .-1. is given by 

Av = fiv (4.6) 

where fi is the eigenvalue and v is the associated eigenvector. 

At Hopf bifurcation, one pair of eigenvalues /x is a purely imaginary number say jfi,. 


The associated eigenvector v becomes a complex vector say ( c'')^ + . Substituting 

these in equation (4.5) and separating real and imaginary parts, we get 

Av" = (4.7) 

AN = yLi[iC) (4.S) 

Using equations (4.7) and (4.8), along with differential and algebraic equations of 
the system, point on T can be computed by solving following sets of nonlinear equations. 

F(j;,j/,A) = 0 (4.9) 

G(a:,y,A) = 0 (4.10) 

Av'' = -iJ,i{v') (4.11) 

Av' = fj.iiv'') (4.12) 

IMI 7^ 0 (4.13) 

Ibil^O (4.14) 

The closest Hopf bifurcation point A* from an operating point A® can be estimated by 
minimizing Euclidean norm of distance between Ap and A* (on hypersurface S). it can be 
formulated as an optimization problem to minimize an objective function 

/ = 1|a;-a;ii^ (4.15) 


Subject to equality constraints represented by equations (4.9) to (4.12) and inequality 
constraints given by equations (4.13) and (4.14). To solve this optimization problem, 
sequential quadratic programming has been used in the present work. 
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4.4 Power System Model 

The mathematical model of an m machine n bus system can be described by a set of dif- 
ferential equations representing the dynamics of the machines, exciters and other controls 
and algebraic equations representing the network relation. The models considered in the 
present study are briefly described below: 


4.4.1 Generator Model 


Fourth order model of generators [10,42,220] has been used in the present study as 
described below: 

The dynamics of the synchronous generator can be represented by the following equa- 
tions: 


dt 


= UJ 


M. 


duj 

dt 


= Pm - Pge - Du 


(4.16) 

(4.17) 


where 5 is generator’s internal bus voltage angle, u the speed deviation, Mg the moment 
of inertia of generator, Pg^ the electrical power output of the generator, D the damping 
constant and Pm is the mechanical power input to the generator. 

If the effect of saliency is considered, the changes in flux linkage of the field winding 
have to be accounted for along the d and q axes. Therefore, two more additional state 
equations (4.18) and (4.19) along with the swing equations (4.16) and (4.17) have to 
be considered. 


dE' 

- E', 

along with the voltage equation. 


1 

•o 

1 

1 


' R. -A';' 


1 

l 



.a; rP. 


1 

1 


(4.18) 

(4.19) 


(4.20) 
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Figure 4.4: IEEE type-1 exciter 


where. T'^ is the q-axis open circuit transient time constant. the armature resistance. 
.Y,, the steady state q-axis reactance. .Y' the q-axis transient reactance. E'^ the voltage 
behind .Y', Y: /, the d and q axes armature current and and V, are the generator 
terminal voltage along d and q axes. 

Further equations (4.18) to (4.20) can be converted into two equations (4.21) and 
(4.22) by neglecting saliency effect during transients (i.e. .Y' = .Y') and the rotor resis- 
tance. 


Tj E' 

do 


- AY Xd , 

■■ cos{9, - < 5 ,) Efd, - 


Vd, 


— — "V^sin(0,--^,-)-|r^d. 

Xd, 


xk 


(4.21) 


(4.22) 


where VNdi is the terminal voltage of the synchronous generator. Equations (4.16). 
(4.17), (4.21) and (4.22) form the fourth order model of the synchronous generator. 


4.4.2 Exciter Model 


IEEE type-1 exciter [10,42] as shown in Figure 4.4 has been considered in this study and 
equations governing the dynamics are given as follows: 
dEpD 


Te 


T, 


dt 

dVf 

dt 


= Va — {Ke + Se)Efd 


KfE 


F^FD 


Vf 


(4.23) 

(4.24) 
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Ta^ = KAiVr^f -Vt- Vj) - K (4.25) 

and 

where Se = ^4ex exp (Fsx^'fp) is a saturation function 
Va = Regulator amplifier output voltage 
A'a = Regulator amplifier gain 
Ta = Regulator amplifier time constant 
Vf = Stabilizing circuit output voltage 
Kf = Stabilizing circuit gain 
Tp = Stabilizing circuit time constant 
Kp = Exciter gain 
Te = Exciter time constant 
Ire/ = Reference voltage setting 
I't = Terminal voltage 


4.4.3 Network Equations 

The power flow equations governing the interaction between the terminals of generators 
and the system network can be given as: 

0 = ^{E\^ sin(A - di) - E'^^ cost 8i - Oi)) - K- VAQij cos % + bij sin (4.26) 

j=i 

0 = -^(£’^. cos(A--6’i) + -^rf, sm\di - di) - Vi) -V^Y^Vjigij sixiOij - bij cos 9ij){4:27) 

for i = 1,. . . , m, where m is number of generators in the system. In addition following 
load flow equations should also be satisfied. 

0 = El* - Vk ^2 (dkj cos dkj + bkj sin 9kj) (4.28) 

n 

0 = - Vfc X] sin 9kj - bkj cos %) (4.29) 

j=i 

for k = 1, . . . . nl, where nl is the total number of load buses in the system (load buses 
numbered as 1, ... , nl), + jQik) is the complex load at a bus-fc. Constant P, Q load 
model was considered in the present study. However, it can be easily extended to consider 
the voltage dependent and/or dynamic models of the loads. 
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4.5 Computational Procedure 

To determine the closest Hopf bifurcation using sequential quadratic programming as 
described in section 4.3. it is necessary to provide initial estimate of variables. These 
initial conditions were obtained by following procedural steps. 

(1) .A. load flow was run to solve equation (4.4) for a base case operating point A° to 
obtain the values of load flow variables y. 

(2) The solution of dynamic state variables x was obtained by solving set of nonlinear 
equations described by equation (4.3) with x = 0 by using Gauss-Seidal iterative 
technique. 

(3) Reduced Jacobian A as defined in equation (4.6) was obtained for the values of x 
and y computed in steps I and 2. 

(4) .After computing the eigenvalues of matrix A . the eigenvalue A having smallest real 
part and its imaginary part f.i = imag{X) was obtained. 

(o) A’ectors lA and v' representing the real and imaginary part of eigenvector corre- 
sponding to the eigenvalue A, respectively, were calculated. 

(6) To ensure conditions imposed by equations (4.13) and (4.14). i.e.. ||n’'|| ^ 0 and 
||u‘l| ^ 0, the vector and were normalized by dividing each of them by their 
first element. The first element of each vector was thus forced to 1. which ensures 
their non zero norm. 

With the initial conditions obtained as above, the sequential quadratic programming 
was used to minimize the objective function described by equation (4.15) while satisfying 
the equality constraints represented by equations (4.9) to (4.12). 

4.6 Results 

The proposed method to calculate closest distance to Hopf bifurcation point has been 
tested on sample 2-bus. -J-bus and 9-bus systems. Generators were represented by their 
fourth order model along with type-1 exciter. Static model of loads (constant P-Q type 
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Vo 



Figure 4.5: A one-machine infinite-bus system 


Table 4.1: Machine and excitation system data for single machine oo bus system 


Generator 

M, 

= .04913 


= 7.76 

D r 

= 0.002 


X, 

= .973 


= 0.19 


= 0.55 

Excitation 

K.a 

= 50 

Ta 

= 0.05 



Transmission 

R = 

= 0.034 

X : 

= 0.997 



line 








except in ■2-bus system where it was represented by the corresponding admittance) was 
used. 

Figure 4.5 shows the two bus system [42] consisting of a synchronous generator at 
bus-i connected to infinite buS-o thibugh a transmission line having series impedance 
Z = R + jX and shunt load having admittance Y connected at nodci. The system details 
are given in Table 4.1. For this system, the parameters Ap include, load parameter (G, B) 
and mechanical power input Pm- These variables have been used to minimize |1A° — A’l|^ 
to find the closest distance to Hopf bifurcation. The minimum distance to the Hopf 
bifurcation (stability margin) using the proposed method was found to be 0.59953 p.u. 
The values of the parameters are given in Table 4.2 

Appendix-A describes the 3-bus system considered for the study. The parameters 
considered as variables were the loading at bus-2 {Pi + jQi) and mechanical power input 
to generator {Pm) at bus-1. Ignoring the generator losses, the output of generator [P^) 
will be same as mechanical power input {Pm)- To compute minimum distance to Hopf 
bifurcation, three different base case loadings were considered. The minimum distance 
predicted in loading case-1, case-2 and case-3 were 3.2770 p.u., 0.1865 p.u. and 0.0 p.u. 
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Table 4.2: Parameter values for single machine oo bus system 


Loading 

Initial Value 

Final Value 

G 

0.249 

0.00000 

B 

0.262 

0.26271 

Pm 

0.420 

1.04538 


Table 4.3: Parameter values for 3-Bus system 


Initial Values 

Final Values 
at Hopf Bifurcation 

Pm 

Pl 

Ql 

Pm 

Pl 

Ql 

0.5 

3.41 

0.6 

0.46 

4.9500 

3.4940 

1-5 

7.413 

1.6 

1.510 

7.530 

1.744 

1.0 

8.413 

1.0 

1.0 

8.413 

1.0 


respectively. The initial and final values of variables in p.u. are given in Table 4.3. 
Loading case-3 was purposely selected to test the effectiveness of the proposed model. 
Starting from the base case it was found that the Hopf bifurcation point corresponds to 
Pi = 8.413 p.u., Qi = 1.0 p.u. and Pm = 1.0. p.u. These were considered as initial 
conditions of the variables in case 3 and as expected zero stability margin was found with 
the proposed method. Minimum distance from the base case to saddle node bifurcation 
for the 3-bus system was found to be 5.5363 p.u. 

The 9-bus system has been described in Appendix-B. The parameters considered as 


Table 4.4: Parameter values for 9-Bus system 


Loading 

Initial Value 

Final Value 

ft(5) 

1.25 

1.9120 

<3l(5) 

0.50 

1.1620 

Pd<i) 

0.90 

1.5620 

; 

0.30 

0.962039 

Pi(i) 

1.00 

1.66204 

\ QlH) 

0.35 

1.0120 
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variables were loading at bus-5 (Ps+jQs), bus-6 (Pe+jQe) and bus-8 (Pa+jQs)- As load- 
ing on system was increased, the output of each generator was increased in proportional 
to their inertia. The minimum distance to Hopf bifurcation predicted at base loading 
condition was 0.9967 p.u. while distance to saddle node bifurcation was found as 2.8357 
p.u. Table 4.4 shows the initial and final values of the load parameters in p.u. 

4.7 Conclusion 

In this chapter a new method based on optimization technique has been developed and 
demonstrated to estimate the closest Hopf bifurcation point in parameter space. This 
method does not require any assumption of pattern or the direction in which the load is 
to be increased. 

The distance to saddle node bifurcation point was found to be more than the closest 
Hopf bifurcation point in all the test systems. Hence the power margin to the closest 
Hopf bifurcation can be used as a useful index of proximity to voltage instability. The 
security boundary S to Hopf bifurcation defines limitation on power system performance 
and must be avoided to prevent instability of the system. 



Chapter 5 


Determination of Voltage Control 
Area using Entropy Concept 

5.1 Introduction 

Voltage collapse has been shown [131] to occur due to the weakness of the boundaries 
ot groups ot load (PQ) and generator (P\') buses and insufficient voltage control within 
these groups of buses. The voltage changes within such a group of buses are coherent for 
any disturbance that occurs out side the group. This coherency is due to the weakness of 
the boundary branches that connect the group of buses to the rest of the power system 
network. Such a group of buses is called a voltage control area (VGA). The control 
of voltage by voltage control devices within a particular voltage control area would be 
virtually independent of the voltage controls in other voltage control areas due to the 
weakness of the transmission boundaries that separate voltage control areas. However, 
the voltage control devices within a voltage control area must be coordinated. 

The concept of the voltage control area is relatively new. Utility planners have used it 
to assess voltage security and reliability. Paul et al. [79] used this concept for estimating 
the secondary voltage control. Zaborszky [53] utilized the concept of nested clusters 
to describe voltage VAR planning. To determine the voltage control areas Schlueter et 
al. [131] developed an algorithm using the load flow Jacobian sensitivities to identify 
group of buses that experiences voltage collapse in interconnected system. The above 
algorithm identifies the branches at the boundaries between different voltage control areas 
by observing the elements of normalized Jacobian. However, control areas determined by 



CHAPTER 5. DETERMINATION OF VOLTAGE ... ENTROPY CONCEPT 


71 


this method do not remain valid for change in system operating conditions. 

Hence, a new method to find voltage control area valid for wide range of operating 
points has been explored in this chapter. An approach based on system entropy [19,95,151] 
has been employed to identify features i.e., buses where bus voltages are affected most by 
change in reactive power loading at given buses. These features and network connecti\ity 
information have been used to determine the voltage control areas. The new approach 
has been tested on IEEE 14-bus, IEEE 30-bus and a practical 75-bus Indian systems and 
the results have been compared with the method developed in [131]. 

5.2 Entropy Concept 

The term entropy has been used to describe the degree of uncertainty, surprise or infor- 
mation about an event. Let the events be defined as discrete random variables S,- (i = 1. 

2 q) with C[ possible values and let their respective probability distribution function 

be prob(S = Si) = P,. Then the entropy function to the event S is defined [95] as 

H{S) = j2PMn PJ (5.1) 

1=1 

large value of entropy indicates high degree of uncertainty and minimum information 
about an event. In a physical system, entropy is associated with a measure of disorder in 
the system. The most disorderly system is one where all the values of Si occur with equal 
probability. 

For example, the entropy for a fair die with equal probability of occurrence for each 
number is given by 

Hi = 6*1/6 =t=ln6 = 1.792 

If we do not have any information about the die except that it is fair ( since we are 
uncertain about outcome of any number from trial). i.e., all events have equal probability 
to appear in the trial, the entropy will be high. Suppose we conduct some experiment on 
die and find that the die is unfair and probability of occurrence based on experiment for 
these numbers are 0.5, 0.1, 0.1. 0.1, 0.1 and 0.1. The entropy now becomes 


H 2 = 0.5 ■ In 2 -t- 5 • 0.1 ■ In 10 = 1.4898 
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It is observed that this additional information results in reduction of 0.294 in the 
entropy value. The change in the entropy for given informational (fair die) and S 2 (in- 
formation about die from trials) is defined as the information Gain (G) 

G = 

= EPu MI/PiO -i:P2.1n(l/P2i) (5.2) 

i-l i = l 

The above equation can be rewritten as, 

G ^ j^Pu iii(i;Pu) + E Pian(i/P2.) - E Pian(i/P2a -E P2an(i/P2,)(5.3) 

2=1 : = 1 t=l z=:l 

Since, sum of the probabilities of all the events is unity i.e., 

T,Pu = Eft. = 1 

i=l 1=1 

Equation 5.3 for the information gain becomes, 

G' = E^i‘ln(P../Pi.) (5.4) 

z=l 

This information gain provides a basis for feature selection. The features are selected 
on the basis of maximum information gain provided by various trials. Hence for selecting 
the features, the information gain provided by various trials are arranged in descending 
order of their values. 


5.3 Voltage Control Area Using Jacobian Sensitivity 

The algorithm suggested by Schlueter et al. [131] to identify voltage control area was 
based on identification of weakest transmission elements connected to each bus. These 
elements were first identified by exploiting the sensitivity information provided by the 
power flow Jacobian and corresponding elements were eliminated from the Jacobian. The 
groups of buses after elimination of the weak transmission elements, found isolated from 
each other, were called as voltage control areas. The algorithm had been applied to the 
decoupled submatrix J of complete Jacobian or a reduced Jacobian J* both describing 
the sensitivity of reactive power with respect to voltage as defined below. 

The Newton Raphson load flow Jacobian considering all the buses (PV and PQ buses) 
can be defined as follows 
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' APg ' 


Ai Bi Cl 

APt 


A2 B2 C2 

AQg 


A3 463 C^ 

AQl 


A4 B4 C4 


D 3 

D 4 



Ad 


Ad 


Ae 

AE/E 

= 01 

A0 

AE/E 


AV/V 


AV/V 


(5.5) 


where, 

Pg = Real power injections at synchronous machine buses excluding the swing bus. 
Pl = Real power injections at generator (PV) and load (PQ) buses excluding the 
synchronous machines and swing bus. 

Ql = Reactive power injections at load (PQ) buses. 

Qv = Reactive power injections at generator buses. 

[j| becomes \Jn\, the normal load flow .Jacobian by forcing /S.E = 0. 



Ai Bi Di 
. 4.2 B'l D 2 
A4 B4 D4 


(5.6) 


Decoupled submatrix .1 corresponding to reactive power - voltage sensitivity is defined as 


C3 Z ).3 
C4 D4 


(5.7) 


Reduced Jacobian J* can be obtained from equation 0.0 by first setting 


APg 

APl 


= 0 and soh'ing for 


AJ 


' Ad ' 


■ Ai B,' 

-1 

■ Cl p>i ■ 

’ AE/E ' 

. . 


A 2 B 2 


. C 2 P 2 . 



(5.8) 


Substituting values of 


AJ 

N6 


in equation 5.5 we get 


^Qg 

^Ql 

where. 


B, 

A 2 B-2 


[r] = 


C 3 P 3 
C 4 P 4 


^3 B 2 

A 4 P 4 


[J1 


AE/E 

AV/V 


Cl D, 
C 2 D 2 


(5.9) 


(5.10) 
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Once J or J* is obtained, the following steps for determining the control area has been 
applied. 

(i) Search for the largest diagonal element of Jacobian d = max(J)ii or max{J*)ii. 

(ii) Normalize J (or J^) by dividing every element by d. 

(iii) In each row i of the normalized Jacobian, the absolute values of the off-diagonal 
Jacobian elements are ranked from the smallest to the largest. The smallest absolute 
values are eliminated, from each row i until the sum of the eliminated elements of 
the normalized Jacobian is close to but still less than a, where a is a prespecified 
threshold value. 

(iv) The group of buses, that are still inter-connected after the weakest branches are 
eliminated, form the voltage control areas. 

Since the elements of Jacobian matri.x J or J* are computed at a given operating 
point, the voltage control areas obtained with the above method may not remain valid for 
change in the system loading or operating conditions. 

5.4 Voltage Control Area Using Entropy Concept 

The voltage control area can be obtained by identifying a group of buses where voltages 
are affected significantly for reactive power disturbance at buses within the group and 
quite insignificant for the disturbance at buses outside the group. If the information re- 
garding certain bus voltage change to the disturbance results in significant information 
gain (change in entropy) the bus voltage has significant impact of reactive power distur- 
bance and the bus is selected as a feature for determining voltage control area. On the 
other hand, the bus voltage which results in minor information gain is regarded as having 
no significant effect of the reactive power disturbance and will not be selected as a feature. 
This implies that the bus does not belong to particular control area. 

To determine control areas, different loading conditions were simulated by perturbing 
the loading on all the buses randomly in wide range of system operating conditions. 
Once the loading pattern (1000 in the present study) were created, AC load flow was 
performed to obtain voltage profile for each case. These loading conditions were used 



CHAPTER 5. DETERMINATION OF VOLTAGE ... ENTROPY CONCEPT 


75 


to find the effect of the reactive power disturbance for obtaining information gain and 
feature selection which have been utilized to identify the voltage control arccis. 


5.4.1 Feature Selection Procedure 

After obtaining the load flow results the information gain was computed by observing the 
voltages at each bus for load disturbance at various buses in the system using following 
steps. 

(i) Pick up a bus p at which voltage variation is being observed when load is changed 
at bus q. 

(ii) Equally divide the range of loading variation at bus q into various groups (only 
reactive power loadings were considered). Five groups gQi to gQs were considered 
in the present study, which were experimentally found to be adequate. Thus each 
group contains 200 cases. 

(iii) Scan all 1000 values of voltages at selected bus p and equally divide them in to 
several categories. Five categories say gVi to gV^ were considered in the study. 

(iv) Count the number of cases rtij common to voltage group ^ and load group j. Cal- 
culate the corresponding probability as 


P - = 

■L 






(5.11) 


(v) For each voltage group i, calculate entropy 


Hi=t:PiAn^ 

i=l 


(5.12) 


(vi) Calculate average entropy Havg entropy gain G using equation (5.13) and equa- 
tion (5.14) 




( 5 . 13 ) 


avg 


G = -H. 


(5.14) 
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Where is the maximum entropy value when probability of occurrence for ail five 
groups is equal to 0.2 i.e. H° = 5 * .21nl/.2 = 1.609. 

(vii) Once the information gain for all the combination of buses were found, the infor- 
mation gain was ranked according to their magnitude for particular bus-p (p = 1, 

7 n) and first .Y ranked buses were selected as features i.e. buses where voltages 

were maximum affected by change in loading at bus-q. 

5.4.2 Criterion for Selection of Voltage Control Area 

Once the features were selected, the following procedural steps have been applied to find 

voltage control areas. Assume that elem {j.k) = P implies that the element of 

control area is bus P and feature set F{P) = {fii/fXi G buses selected as feature for load 

disturbance at bus P}. 

Stepl: Set control area j = 1, bus count k = 1, and select bus 1 as first element of 
control area j i.e. P = elem ( j. A;) = 1. Set a counter kk = 1. 

Step2: Take feature set F{P) and for all /i,- G F{P) check whether P G F(/x,-). If 
P ^ F{fi,), then fj.i is not selected in control area j. If P G F{fi{), then go to next 
step. 

Step3: Check the connectivity of /z, with buses in control areay. If /z,- is connected to any 
of the buses in the control area then Hi belongs to the control area j. Set k = k + I 
and elem {j, k) = /z,-. 

Step4: Increment kk = kk + 1. Repeat the procedural steps 2 and 3 for all the buses in 
control area j till k =kk. 

Step5: Increment control area j = j + 1. Select a bus P which is not belonging to any 
of the control area already selected and set A: = 1, A;A: = 1, elem (j, k) = P. 

Step6: Repeat the procedural steps 2 to 5 till all the buses are selected in the respective 
control area. 

Figure 5.1 shows a detailed flow chart for selecting the voltage control area. 
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5.5 Results and Discussion 

To establish the effectiveness of the proposed method for determining voltage control 
areas, studies were conducted on the following three sample systems on HP-9000/735 
computer. 

(i) IEEE 14-bus system as described in Appendix-C. 

(ii) IEEE 30-bus system as described in Appendix-D. 

(iii) A practical 75-bus UP state electricity board (UPSEB) system representing 220 KV 
and 400 KV network as described in Appendix- E. 

To determine the control areas, different loading conditions were generated by perturb- 
ing the loadings randomly in the range of 80% to 130% of their base values and voltages 
of P-\'’ buses between 0.95 p.u. to 1.05 p.u. of their base values. .A set of 1000 loading 
patterns were simulated in this way for all the three test systems and load flow was run 
for each of the cases to generate sensitivity patterns required for entropy calculation. 

The entropy and the information gain were computed for each bus corresponding to 
the load change at different buses of the system as described in section 5.4.1. The effect 
of number of features on the occurrence of voltage control areas were studied for all the 
three systems. 

Initially a maximum number of features (X) were selected which were taken as two 
third of the total number of buses in each system. A table was formed showing these 
maximum selected features (in descending order of their entropy gain) corresponding to 
each bus. A total of 10 features for the 14-bus system, 20 features for the 30-bus system 
and 50 features for the 75-bus system were selected. The results of the three systems are 
described below. 

5.5.1 IEEE 14-bus system 

Table 5.1 shows the ten features selected against each bus for the IEEE 14-bus system 
where the voltages are maximum affected when there is reactive power disturbance. Table 
5.2 shows the buses belonging to different control areas of the IEEE 14-bus system when 
features were varied from 2 to 9 for the selection of control areas using the proposed 
method. 
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Table 5.1: Features selected for IEEE 14-Bus system 


Bus NO. 

FEATURES SELECTED 

1 

1, 5, 2,14, 4, 9, 8,13, 7,11 

2 

5, 1, 2, 3, 8, 4, 9,14,12,13 

3 

5, 1,14, 2, 7,12,10, 3,13, 9 

4 

5, 4, 1, 2, 9,14,12, 3,10, 8 

5 

5, 1, 7,14, 2, 9,10,12,11, 4 

-k 7 

5, 7, 1,14, 2,10,11, 9,12, 3 

8 

5, 1, 2,14. 4, 9, 8, 3,12,13 

9 

5, 1, 2, 4, 9,14,12, 8,13, 3 

10 

5, 7, 1,10, 2,14,11, 3,12. 4 

11 

5, 1, 7, 2,14.10, 3,11, 9,13 

12 

5, 1,14, 7, 2,13, 3,12,10.11 

13 

5, 1,14, 7, 2,13,11,12,10, 3 

1 

5, 1,14, 7, 2, 8,10, 9, 3, 4 


★Bus no. 6 is internal bus ot a three winding transtormer 

Vbltage control areas were also determined using the .Jacobian sensitivity method [131 .. 
To separate weakly coupled buses from strongly coupled buses different values of threshold 
a was used. Table 5.3 shows control areas of IEEE 14-bus system obtained by different 
values of threshold a varying from 0.05 to 0.921. At a = 0.921 each bus of the system 
forms individual control area. 

The control areas obtained b}' the proposed method for different values of features 
selected and the Jacobian based method [131] for different threshold ’a' values were val- 
idated by comparing the Q-V^ curves of buses belonging to the same control area. It 
was found that the buses within each of the control areas, when the features selected are 
five in number and a = 0.24, exhibit identical Q-V curves. Figure 5.2 shows typical Q-V 
curves for control area no. 2. Control areas obtained with the proposed method are 8 in 
number (fea. = 5) and with the sensitivity method these are 7 in number (a = 0.24). 

From the Table 5.2 and Table 5.3 it can be seen that the buses belonging to different 
control areas obtained by the two methods are almost same but not identical. 

In the sensitivity based method the Jacobian was estimated at the base loading con- 
dition. In order to explore the validity of the control areas obtained by the sensitivity 

iQ-V curves were obtained by varying' the value of voltage magnitude at a bus selected one at a time 
and computing injected reactive power (Q) at the same bus from load flow. 
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Figure 5.2: Q — V Curves of control area 2 of 14 bus system 


Table 5.2: Voltage control areas of IEEE 14- Bus by entropy method 


Sr. 

No. 

Bus 

No. 

Control areas with, different features ! 

fe. = 2 

fe. = 3 

fe. = 4 

fe. = 5 

fe. = 6 

fe. = 7 

fe. = 8 

fe. — 9 1 

1 

1 

1 

1 

1 

1 

1 

1 

1 

1 j 

2 

2 

1 

1 

1 

1 

1 

1 

1 

1 

3 

4 

3 

2 

2 

1 

1 

1 

1 

1 ! 

4 

9 

4 

3 

3 

1 

1 

1 

1 

1 1 

5 

5 

5 

4 

4 

2 

1 

1 

1 

1 

6 

7 

6 

4 

4 

2 

1 

1 

1 

1 

7 

14 

7 

5 

4 

2 

1 

1 

1 

1 

8 

8 

8 

6 

5 

3 

1 

1 

1 

1 

9 

10 

9 

7 

6 

4 

1 

1 

1 

1 

10 

3 

10 

8 

7 

5 

2 

1 

1 

1 

11 

11 

11 

9 

8 

6 

3 

1 

1 

1 

12 

12 

12 

10 

9 

7 

4 

2 

1 

1 ; 

13 

13 

13 

11 

10 

8 

5 

3 

2 

1 : 
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Table 5.4: Features selected for IEEE 30-Bus system 


Bus NO. 

FEATURES SELECTED j 

1 

1, 27, 11, 3. 9. 14. 13, 15, 23. 6. 28, 18, 16, 17, 20, 25. 19, 21, 22. 24 

2 

1, 14, 27, 11, 3. 12. 13, 28, 9. 14. 15, 20, 6, 5, 19, 16, 18, 17, 22, 21 

3 

3, 28, 15. 16, 13. 9. 8. 14, 6. 23. 11. 18, 20, 22. 21, 19. 17. 24. 26. 25 

4 

4. 27, 11, 2, 13, 3. 28, 12, 1. 8. 9. 21, 15, 23. 14, 24, 22. 17, 6, 16 

5 

11, 5, 1, 27, 2. 11. 23. 15, 18. 20, 9, 17, 14, 6. 16, 19, 24. 8, 28. 13 

6 

13, 28, 3. 26, 24. 23. 25, 14. 15. 11. 21, 8, 22. 18, 10, 16, 17, 20. 27. 9 

8 

15, 4. 2. 1, 11. 27. 13. 5, 29. 9. 15. 6, 3, 28, 25, 30, 12. 14, 24. 26 [ 

9 

27. 9. 14. 16, 28. 15. 13, 11. 9. 12. 23, 10, 24. 17, 18. 25. 26, 30. 19. 4 

10 

5. 12. 3. 14. 21. 22. 18. 8. 13. 28. 17. 9, 26, 24. 15, 20. 10. 11, 19. 25 

11 

17. 12. 21. 22. 8. 14. 1. 30. 4. 20. 16. 23, 19. 5. 25, 29. 27, 18. 24. 6 

12 

22. 8. 21. 20. 17. 9. 24. 10. 19. 15. 11, 14, 4. IS. 25, 23. 16. 6. 30. 26 ' 

13 

1, 27. 15. 12. 11. 28. 4. 25. .3. 26, 10. 13, 5, 6. 17. 23. 8. 16. 9. 21 i 

14 

19. 17. 21. 5. 22. 20. 16, 8. 24. 18. 9. 4. 15. 6. 13, 23. 14. 28. 29. 30 

15 

15, 2. 30. 9. 25. 14. 15. 29. 26. 27. 1, 19, 6, 20. 18, 23. 10, 24. 13. 12 

16 

2. 28. 15. 12. 20. 10. 18. 25. 17. 19. 27, 29. 30. 26, 9, 23. 21. 16. 22. 8 

IT 

5. 6. 17. 10. 20. 19. 22. 8. 18. 21. 11, 18, 16, 25, 15, 2. 23, 14. 13. 26 

18 

29, 2. 4. 3, 26. 25. 16. 30, 6. 10. 5, 16, 15, 17, 1. 23, 24. 21, 19, 22 

19 

9, 28. 27, 5. 14, 26. 10, 25. 10. 2, 13, 15, 16, 23. 6, 1. 3. 24, 17. 30 

20 

13, 12. 26. 5, 2, 24. 27, 21. 6. 10, 4, 25, 22, 30. 8, 29. 18. 9, 20. 28 

21 

13, 12. 21, 28, 22. 5. 3, 24. 8. 16, 1, 29, 14, 15, 17, 4, 23. 18, 9. 20 

22 

3, 24. 23, 11, 18. 27. 14, 29. 8. 14. 13, 12, 15. 20, 19, 22. 9, 28, 16, 21 

23 

14, 8. 22, 29, 17, 20, 21, 25. 3. 6. 26, 24, 18, 30, 23, 10. 19, 13. 16, 1 

24 

22, 8, 6. 21, 24, 26. 18, 19, 25. 5. 20, 23, 15. 16, 20, 17. 4, 14. 10. 9 

25 

21, 22. 8. 17, 3, 5. 24, 19, 12. 20, 19, 13, 11. 9. 18, 14. 23, 16, 28. 6 

26 

5, 27, I. 2, 13, 14. 13, 23, 18. 11, 16. 26, 24. 12, 15. 4. 25, 9. 6. 19 

27 

21, 22. 24, 23, 8, 17, 16, 4. 30. 19. 10, 18, 20, 26, 15. 25. 13. 28. 27, 1 

28 

28, 5. 13. 10, 11, 16, 18, 14. 27, 9. 3, 8, 24. 30. 23. 15. 2, 20. 17, 22 

29 

29, 30. 10, 25, 26, 24, 22, 21. 23, 20, 19, 8. 18, 17, 15, 16, 9. 6, 14, 27 

30 

20, 27. 19, 8, 20, 23, 21, 24. 22, 17, 2, 29, 4. 18, ll 30, 16, 15. 5, 1 


■*rBus no.7 is internal bus of a three winding transformer 
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Table 5.5; Voltage control areas of IEEE 30-Bus by entropy method 
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Table 5.6: Voltage control areas of IEEE 30-Bus using Jacobian sensitivity 
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Ficfure 5.3: Q — V Curves of control area 1 of 30 bus system 
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Figure 5.4; Q — V Curves of control area 3 of 30 bus system 
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selected and the Jacobian based method [131] for different threshold {a) values were 
validated by comparing Q-V curv’es belonging to the same control area. It was found that 
the buses within each control area, when the features selected are 13 in number and a = 
0.09. exhibit identical Q-V curves. Typical Q-V curves for buses in control area 1 and 3 
are given in Figures 5.3 and 5.4 respectively. 

The control areas obtained with the proposed method are 16 in number (feature = 13) 
and with the sensitivity based method, these are 14 in number {a = 0.09). 

From Table 5.5 and Table 5.6 it can be seen that the buses belonging to different 
control areas with the two methods are almost same but not identical. In the sensitivity 
based method, the Jacobian was estimated at base loading condition. In order to explore 
the validity of the control areas obtained by the sensitivity method at loading different 
from the base case, the number of control areas were obtained at 80% and 120% of the base 
loading values. The same threshold value a = 0.09 was used to determine the number of 
control areas by the Jacobian sensitivity method. At 80% and 120% loading the number 
of control areas were obtained as 15 and 19 respectively which was 14 at the base loadins 
condition. Thus, the control areas obtained using the sensitivity method at a loading 
condition do not remain valid for change in the operating condition in the IEEE 30-bu5 
system. 

5.5.3 75-Bus UPSEB System 

For the 75-bus Indian system the features were varied between 20 to 50. The control 
areas and associated buses for this system determined with the help of these features and 
network bus connectivity information are given in Table 5.7. The control areas were also 
determined by using the Jacobian sensitivity method [131] for different values of threshold 
(q;) varied from 0.01 to 0.982. At a = 0.982 all the buses form individual control areas. 
Table 5.8 shows control areas corresponding to different values of threshold (a). 

The validation of control areas obtained by the proposed method for different values 
of features selected and the Jacobian based method [131] for different threshold values 
(a) has been done by comparing Q-V curves of buses belonging to the same control area. 
It was found that when the feature selected is 30 in number and o;=0.03 the buses within 
each of the control areas exhibit identical Q-V curves. Typical Q-V curves for buses in 
control area 1 are shown in Figures 5.5 and 5.6 and for control area-3 in Figure 5. i . 
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Table 5.7: Voltage control areas of 75- bus system by entropy method 


Sr. 

No. 

Bus 

Control areas 

with dilF. features 

Sr. 

No. 

Bus 

Control areas with diff. features | 

No. 

20 

30 

35 

40 

45 

50 

No. 

20 

30 

35 

40 ! 

45 

50 

1 

3 

1 

1 

1 

1 

1 

1 

29 

72 

18 

2 

1 

1 i 

1 

1 

2 

71 

1 

1 

1 

1 

1 

1 

30 

60 

18 

2 

1 

1 1 

1 

1 

3 

15 

2 

1 

1 

1 

1 

1 

31 

70 

19 

2 

1 

1 ■: 

1 

1 

4 

73 

2 

1 

1 

1 

1 

1 

32 

53 

20 

3 

1 

1 ; 

1 

1 

0 

55 

2 

1 

1 

1 

1 

1 

33 

61 

21 

3 

1 

1 ; 

1 

1 

b 

16 

3 

1 

1 

1 

1 

1 

34 

62 

22 

3 

1 

1 : 

1 

1 

7 

46 

3 

1 

1 

1 

1 

1 

35 

4 

23 

4 

1 

1 

1 

1 : 

i 

8 

50 

3 

1 

1 

1 

1 

1 

36 

5 

24 

5 

1 

1 

1 

1 i 

9 

37 

3 

1 

1 

1 

1 

1 

37 

6 

25 

6 

1 

1 

1 

1 ! 

i 

10 

69 

3 

1 

1 

1 

1 

1 

38 

30 

26 

7 

1 

1 

1 

1 ; 

11 

24 

4 

1 

1 

1 

1 

1 

39 

32 

27 

8 

1 

1 

1 

1 1 

1 

12 

27 

4 

1 

1 

1 

1 

1 

40 

39 

28 

9 

1 

1 i 

1 

I 1 

13 

74 

4 

1 

1 

1 

1 

1 

41 

56 

29 

10 

1 

1 1 

1 

1 j 

14 

8 

0 

1 

1 

1 

1 

1 

42 

57 

30 

11 

1 

1 : 

1 

1 ! 

!| 

15 ' 

54 

6 

1 

1 

1 

1 

1 

43 

58 

31 

12 

1 

1 i 

1 

1 

16 

63 

6 

1 

1 

1 

1 

1 

44 

59 

32 

13 

1 

1 1 

i 

1 

1 

17 

10 

7 

1 

1 

1 

1 

1 

45 

65 

33 

14 

1 

1 

1 

1 

18 

12 

8 

1 

1 

1 

1 

1 

46 

75 

34 

15 

1 

1 

1 

1 

19 

13 

9 

1 

1 

1 

1 

1 

47 

2 

35 

16 

2 

2 

2 

1 

20 

14 

10 

1 

1 

1 

1 

1 

48 

11 

36 

17 

3 

3 

3 

2 

21 

28 

11 

1 

1 

1 

1 

1 

49 

49 

36 

17 

3 

3 

3 

2 

22 

34 

12 

1 

1 

1 

1 

1 

50 

20 

37 

17 

3 

3 

3 

2 

23 

47 

13 

1 

1 

1 

1 

1 

51 

64 

38 

18 

4 

3 

3 

2 

24 

51 

14 

1 

1 

1 

1 

1 

52 

66 

39 

19 

5 

3 

3 

2 

25 

52 

15 

1 

1 

1 

1 

1 

53 

48 

40 

20 

6 

4 

3 

2 

26 

67 

16 

1 

1 

1 

1 

1 

54 

1 

41 

21 

7 

5 

4 

3 

27 

68 

17 

1 

1 

1 

1 

1 

55 

7 

42 

22 

8 

6 

5 

4 

( 

GO 

25 

18 

2 

1 

1 

1 

1 

56 

9 

43 

23 

9 

7 

6 

5 1 
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Table 5.8; Voltage control areas of 75-bus system using Jacobian sensitivity 


Sr. 

No. 

Bus 

Control areas for different 
threshold (a) value 

No. 

0.01 ! 

0.03 

0.1 

0.4 

0.62 

0.63 

0.982 

1 

21 

1 i 

1 

1 

1 

1 

1 

1 

2 

22 

1 

1 

1 

2 

2 

2 

2 

3 

25 

1 

1 

1 

3 

3 

3 

3 

4 

28 

1 

1 

1 

4 

4 

4 

4 

5 

29 

1 

1 

1 

5 

5 

5 

5 

6 

30 

1 

1 

1 

6 

6 

6 

6 

7 

56 

1 I 

1 

1 

7 

7 

7 

7 

8 

65 

1 ! 

1 

1 

8 

8 

8 

8 

9 

75 

1 ; 

1 

1 

9 

9 

9 

9 

10 

14 

1 i 

1 

2 

10 

10 

10 

10 

11 

38 

1 1 

1 

3 

11 

11 

11 

11 

12 

43 

1 ! 

1 

4 

12 

12 

12 

12 

13 

53 

1 ' 

1 

0 

13 

13 

13 

13 

14 

54 

1 

1 

6 

14 

14 

14 

14 

15 

57 

1 ' 

1 

7 

15 

15 

15 

15 

16 

58 

1 ; 

1 

7 

16 

16 

16 

16 

17 

59 

1 i 

1 

9 

17 

17 

17 

17 

18 

61 

1 i 

1 

10 

18 

18 

18 

18 

19 

12 

1 : 

2 

11 

19 

19 

19 

19 

20 

13 

1 

2 

11 

20 

20 

20 

20 

21 

41 

1 

2 

11 

21 

21 

21 

21 

22 

42 

1 

2 

11 

21 

21 

22 

22 

23 

23 

1 

2 

12 

22 

22 

23 

23 

24 

74 

r 

2 

12 

22 

22 

23 

24 

25 

18 

1 

2 

13 

23 

23 

24 

25 

26 

47 

1 

2 

14 

24 

24 

25 

26 

27 

24 

1 

2 

15 

25 

25 

26 

27 

28 

27 

1 

2 

16 

26 

26 

27 

28 

29 

67 

1 

2 

17 

27 

27 

28 

29 

30 

19 

1 

2 

18 

28 

28 

29 

30 

31 

20 

1 

2 

19 

29 

29 

30 

31 

32 

36 

1 

2 

20 

30 

30 

31 

32 

33 

3 

1 

2 

21 

31 

31 

32 

33 

34 

11 

1 

2 

22 

32 

32 

33 

34 

35 

26 

1 

2 

23 

33 

33 

34 

35 

36 

40 

1 

2 

24 

34 

34 

35 

36 

[i_ 

37 

1 

2 

25 

35 

35 

36 

37 


Contd. . . 
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Sr. 

No. 

Bus 

Control areas for dilferent 
threshold (a) value 

No. 

0.01 

0.03 

0.1 

0.4 

0.62 

0.63 

0.982 

^8 

48 

1 

2 

26 

35 

36 

37 

38 

39 

68 

1 

2 

27 

37 

37 

38 

39 

40 

71 

1 

2 

28 

38 

38 

39 

40 

41 

31 

1 

3 

29 

39 

39 

40 

41 

42 

32 

1 

3 

29 

40 

40 

41 

42 

43 

5 

1 

3 

30 

41 

41 

42 

43 

44 

33 

1 

3 

31 

42 

42 

43 

44 

45 

39 

1 

3 

32 

43 

43 

44 

45 

46 

62 

1 

3 

33 

44 

44 

45 

46 

47 

1 

1 

4 

34 

45 

45 

46 

47 

48 

16 

1 

4 

34 

46 

46 

47 

48 

49 

17 

1 

4 

34 

47 

47 

48 

49 

50 

35 

1 

4 

34 

47 

48 

49 

50 

51 

2 

1 

4 

35 

48 

49 

50 

51 

52 

9 

1 

4 

36 

49 

50 

! 51 

52 

53 

46 

1 

4 

37 

50 

51 

52 

53 

54 

45 

1 

5 

38 

51 

52 

53 

54 

55 

73 

1 

5 

38 

52 

53 

1 54 

55 

56 

15 

1 

5 

39 

53 

54 

55 

56 

57 

44 

1 

5 

39 

54 

55 

: 56 

57 

58 

8 

1 

6 

40 

55 

56 

i 57 

58 

59 

34 

1 

6 

41 

56 

57 

; 58 

59 

60 

55 

1 

7 

42 

57 

58 

i 59 

60 

61 

63 

1 

7 

43 

58 

59 

; 60 

61 

62 

70 

1 

8 

44 

59 

60 

1 61 

62 

63 

72 

1 

8 

45 

60 

61 

1 62 

63 

64 

4 

1 

9 

46 

61 

62 

1 63 

64 

65 

6 

1 

10 

47 

62 

63 

i 64 

65 

66 

7 

1 

11 

48 

63 

64 

i 65 

66 

67 

10 

1 

12 

49 

64 

65 

i 66 

67 

68 

49 

1 

13 

50 

65 

66 

! 67 

68 

69 

50 

1 

14 

51 

66 

67 

i 68 

69 

70 

51 

1 

15 

52 

67 

68 

; 69 

70 

71 

52 

1 

16 

53 

68 

69 

70 

71 

72 

60 

1 

17 

54 

69 

70 

71 

72 

73 

64 

1 

18 

55 

70 

71 

72 

73 

74 

66 

1 

19 

56 

71 

72 

' 73 

74 

1 

69 

1 

20 

50 

72 

73 

' 74 

75 
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Reactive Power in pu 



Figure 5.7; Q — V Curves of control area 3 of 75 bus system 


Number of control areas obtained with the proposed method is 23 and with the sensitivity 
method it is 20. From Tables 5.7 and 5.8 it can be seen that the buses belonging to different 
control areas, obtained with the two methods, are almost same but not identical. 

In the sensitivity based method the .Jacobian was estimated at the base loading con- 
dition. In order to explore the validity of the control areas obtained by the sensitivity 
method at loading different from the base case, the number of control areas were obtained 
at 80% and 120% of the base loading values. The same threshold value a = 0.03 was 
used to determine the number of control areas by the Jacobian sensitivity method. At 
80% and 120% loading, the number of control areas obtained were 19 and 23 respectively 
which was 20 at the base loading condition. Thus the control areas obtained using the 
sensitivity method at a loading condition do not remain valid for change in operating 
condition in the 75-bus UPSEB system also. 


5.6 Conclusion 

A new method of determining the voltage control areas, using entropy concept, has been 
suggested and demonstrated on three sample systems viz. IEEE 14-bus, IEEE 30-bus 
and a practical 75-bus Indian system. The results have been compared with a sensitivity 




CHAPTER 5. DETERMINATION OF VOLTAGE ... ENTROPY CONCEPT 


93 


based method [131]. The studies conducted in this chapter reveal the following 

(i) The control areas determined with the proposed method remain valid for wide range 
of loading conditions where as in case of the Jacobian sensitivity method voltage 
control areas have to be recomputed for small change in loading conditions. 

(ii) As the number of features selected to determine the control areas increases in 
the proposed method or the threshold value (a) decreases in the sensitivity based 
method, the number of control areas decreases. 

(iii) The buses within each control area, obtained with the proper choice of features or 
values of threshold, exhibit identical Q — V curves. 

The present work has considered a fixed topology of the network for determining the 
control areas. However, the proposed method is quite general and can be easily extended 
to cover different network topologies and much wider range of loading conditions. 



Chapter 6 


Impact of Generator and FACTS 
Devices’ Rescheduling on Voltage 
Stability Margin 

6.1 Introduction 

For secure operation of stressed power systems, it is essential to provide operators the 
information regarding voltage stability margin. The system should be operated with an 
adequate voltage margin which can be achieved through appropriate control actions. In 
chapters 3 and 4, methods were developed to predict the static as well as dynamic stability 
margins. To increase static stability margin. Tiranuchit et al. proposed [83] an optimal 
generation scheduling scheme which maximizes the minimum singular value of the power 
flow Jacobian using a linear programming technique. Begovic et al. [118] demonstrated 
that by using an optimal power flow strateg}^ which minimizes the weighted sum of the 
absolute values of the control actions, voltage stability margin can be enhanced. Dynamic 
bifurcations, which reduce the stability margin, can be avoided by using F.-VCTS devices 
with proper feed-back signal and gain of controllers [231]. 

Traditionally, generation rescheduling is performed in view of minimization of total fuel 
cost of thermal plants or system transmission loss. These schemes form a part of modern 
energy management system. Reference [122] presents a review of various optimal power 
flow strategies being used in practice. However, effect of these conventional optimal power 
flow schemes considering the FACTS devices on the stability margin, probably, has not 
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been reported in the literature. Some of the FACTS devices include controllable series 
capacitors (CSC), static phase angle regulators (PAR) and static VAR compensators 
(SVC). 

In this chapter, following optimal power flow schemes have been considered for deter- 
mining the setting of generators and FACTS devices and their relative impact on voltage 
stability margin has been studied. 

(i) Minimization of total real power transmission loss. 

(ii) Minimization of total reactive power transmission loss. 

simple scheme based on identification of weakest bus / control area through continuation 
power flow method has been suggested for optimal location of FACTS devices. 

The voltage stability margin has been obtained and compared for the above two for- 
mulations in terms of total system reactive power margin for IEEE- 14 bus. lEEE-30 bus 
and 75 bus UPSEB systems. The reactive power margin has been computed by estimating 
rhe closest distance of operating point to the saddle node bifurcation point in reactive 
power load parameter space [174]. 


6.2 Identification of Weakest Bus and Control Area 

For identification of weakest bus, continuation power flow [139] method has been used. 
This method overcomes the non- convergence of conventional load flow algorithms near 
the voltage stability limit. The continuation power flow analysis described below, over- 
comes this problem by reformulating the power flow equations so that they remain well 
conditioned at all possible loading conditions. 


6.2.1 Continuation Power Flow 

The continuation power flow analysis uses an iterative process involving predictor and 
corrector steps as shown in Figure 6.1. From a known initial solution (A), a tangent 
predictor is used to estimate the solution (B) for a specified pattern of load increase. 
The corrector step then determines the exact solution (C) using conventional power flow 
analysis with the system load assumed to be constant. 
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Figure 6.1; Contineuation power flow analysis 


The basic equations are similar to those of standard power flow analysis except that 
the increase in load is added as parameter. The inclusion of this load parameter results 
in the steady state power flow equations expressed as 

F{d,V,\) = 0 (6.1) 

where 

A is the load parameter 
6 is the vector of bus voltage angles 

V is the vector of bus voltage magnitudes 
The above set of non-linear equations is solved by specifying a value of A such that 

0 ^ A ^ 

A = 0 represents the base load condition and A = Xa-iticai represents critical load parameter 
value. 

Predictor step; 

In the predictor step, a linear approximation is used to estimate the next solution for 
a change in one of the state variables (i.e. 0,V, or A). Differentiation of equation (6.1) 
with respect to the state variables at the initial solution point results in the following set 
of linear equations 
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dP dF DF 


Fg Fv F\ 


dV = 0 


The insertion of A in power flow equations adds one more unknown variable. Hence to 
solve the equation (6.2), one of the components of the tangent vector is set to +1 or -1. 
This also helps in removing the ill-conditioning of the matrix. This component is referred 
as the Continuation Parameter. Equation (6.2) now becomes 


Fg Fv Fx 


where e;. is a row vector with all elements equal to zero except for the kth element 
corresponding to the continuation parameter being equal to 1. 

Initially, the load parameter A is chosen as the continuation parameter and the corre- 
sponding component of the tangent vector is set to -1-1. During the subsequent predictor 
steps, the continuation parameter is chosen to be the state variable that has the greatest 
rate of change near the given solution, and sign of its slope determines the sign of the 
corresponding component of tangent vector. 

Once the tangent vector is found, the prediction for the next solution is given by 
equation (6.4) 

[ 00 ] \ d$ 

V = Vo Act dV (6.4) 

A Aq dX 

AVhere 6>o, Vo, Aq are the values of state variables at the beginning of the predictor 


The step size cr is chosen so that a power flow solution exists with the specified contiu' 
nation parameter. If for a given step size a solution is not found in corrector step, the step 
size is reduced and the corrector step is repeated until a successful solution is obtained. 
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Corrector Step: 

In the corrector step, the original set of equations F( 6 , V", A) = 0 is augmented by one 
equation that specifies the state variable . which is selected as the continuation parameter. 
Thus the new set of equations is 

’ f(0,v;a) 

Xk-rj 

In the above, Xf, is the state variable selected as the continuation parameter and .7 
is equal to predicted value of Xk. This set of equation can be solved using a slightly 
modified Newton- Raphson power flow method. The introduction of additional equation 
specifving .Yfc makes the Jacobian non-singular at the critical operating point and thus 
solutions corresponding to the lower portion of V-P curve can also be obtained. 

6.2.2 Determination of Weak Buses 

In continuation power flow analysis, the elements ot the tangent vector represent differ- 
ential change in the state variables in response to a differential change in system load. 
Therefore, the dV elements in a given tangent vector are useful in identifying weak buse.s. 
i.e., buses which experience large voltage change in response to a change in load. Sensi- 
tivity of bus voltage magnitude can be expressed with respect to total change in acti\e 
power or total change in reactive power, i.e., 


= 0 


(6.0 1 


dVi dVi 

or ; 

dPtotai dQ total 

= a multiplier to designate the rate of load change at bus-i as A changes. 
= power factor angle of load change at bus i. and 
Lbase = apparent power which is chosen to provide appropriate scale of A 

then, 

dPtotai = = (^ASasE 

= Cd\ 

The weakest bus-j is one which has maximum sensitivity 


(IV j 



dV] 


! 

i 1 


CdX 

= max 


CdX 

I 7 

\Cd\ 

? • • * \Cd\ 



( 6.6 



CHAPTER 6. IMPACT OF .... VOLTAGE STABILITY MARGIN 


99 


6.3 Placement of FACTS Devices 

For determining the location of FACTS devices in a power system, following two heuristic 

rules have been proposed. 

Rule:l The SVC should be placed at the weakest bus of the system. Since the weakest 
bus undergoes maximum voltage deviation and has maximum deficit of reactive 
power, it has been considered to be an ideal choice for the placement of SVC. 

Rule:2 The placement of CSC/PAR has been considered in a line connecting weai;- 
est control area containing the weakest bus to the strongest area of the system. 
CSC/ PAR effectively helps in reducing the electrical distance of two buses and thus 
in transmitting more power. In order to facilitate transfer of power to the weakest 
bus/area facing deficit of reactive power, the line in which these devices are placed 
should be connected at the other end to a bus/area having maximum surplus power 
(strongest area). 

To implement these rules, set of weakest buses was determined with the help of con- 
tinuation power flow. Rule:! is simple to execute. SVC is placed at the weakest bus. 
However, to apply Rule:2, information of weak buses/areas and strong buses / areas and 
their connectivity is needed. A procedure for the selection of line for placement of these 
devices are described below through a simple example. 

Consider a network shown in Figure 6.2 which represens a part of the complete system. 
Suppose the weakest bus is bus-C belonging to control area - 1 and the areas - II (containing 
bus - A) and IV (containing bus - D) are weak as compared to area - III (containing buses 
B and E). Assume that the descending order of the weakest areas are area - I, area - IV. 
area - II and area - III. 

Since, amongst the areas directly connected to area - I, area - III is m a stronger 
position to supply reactive power to area - I, CSC or PAR can be placed in the line 
joining area ~ I and area - III. 

If both the devices (CSC and PAR) are required to be placed for supporting area - I, 
it has been suggested to place CSC in a line joining weakest and the strongest area (i.e., 
area - I and area - III) and PAR in a line joining the weakest area and the next strongest 
area (area- I and area - II in the present case). 
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Arearl 



N Area^III 

N 
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\ 


Figure 6.2: Connectivity of a partial system 


6.4 Modeling of FACTS Devices 

Fle.xible ac ti-ansmission system (FACTS) consisting of controllable series compensator 
(CSC), phase angle regulator (PAR) and static VAR compensator (SVC) can be used in 
the system for greater control of power, secure loading of transmission lines to levels near 
to their thermal limits, and to increase ability to transfer power between control areas. 
The static models of these devices used for optimal load flow analysis are described below. 

6.4.1 Controllable Series Compensator (CSC) 

Controllable series compensators (CSC) are connected in series with the line conductors 
to compensate for the inductive reactance of the line. This reduces the transfer reactance 
between the buses to which the line is connected, increases maximum power that can be 
transmitted and reduces the effective reactive power losses. Though the series capacitors 
are not usually installed for voltage control, they do contribute for impro\ed voltage 
control and reactive power balance. 

Figure 6.3 shows a series compensated transmission line-l repiesented b} its lumped 
n equivalent parameters connected between bus-i and bus-j. The complex power flowing 
from bus-z to bus-j [Sij = Pij + JQij) expressed as 
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Figure 6.3; II-Equivalent model of series compensated tranmsssion line 


= Hj-jQi, = V*L, 

— + J{Bij + Bsh.)] — + jBij) (6.7 • 

where 

Gij ~ 1 " J^ij \jEgQT. 

Zser = RL + j^L — jXc 

Equating the real and imaginary parts of the above equation, the expression for real 


and reactive power flows can be written as. 

Pij = y'Gij - ViVjGi, cos {6i - 8^) - sin (5,- - 8^) (6.8) 

Qi, = + B,,) - ViV.Gij sm{8i - 8j) + WjB.j cos (5, - 8^) (6.9 1 

Similarly, the real and reactive power flows from bus-j to bus-i can be expressed as. 
P,, = 1 fG,, - ViVjGij cos -8j) + ViVjBij sin (5.- - (6.10 ) 

Qji = -~\G{Bij -b Bsk) + KVjGij sin (^,- — 8j) + ViVjBij cos(8i — 8j) (6.11j 


Equations (6.8) to (6.11) form the model of CSC for optimal power flow formulation. 
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6.4.2 Phase Angle Regulator 


In a phase angle regulator, the phase shift is accomplished by adding or subtracting a 
variable voltage component in perpendicular to the phase voltage of the line. Figure 6.4 
shows static model ot phase angle regulator connected between bus-i and bus-j and having 
comple.x: taping ala : I [(a^-l- ja,) : 1]. is rhe series admittance of the transformer. The 
real and reactive power flows from bus-i to bus-j can be derived similar to the controllable 
series compensator and can be expressed as 


P,j — i?e|Vj 

= ^ - ^GijCosiSi - 6^ + q ) - - 8^ + a) 


and 


Q., = 

-p Yi^BijCOs{8i - 8j -r a) - ^Gijsin(8i - Sj -t- a) 


Similarly real and reactive power flows from bus-j to bus-i can be written as 


= — -^GijCos{5i — Sj + o:} + ^ap-sin{6i — Sj H- a) 


and 


Qji = } 

= + YilLBijCOs{8i - + a) - ^Gijsin{8i - 5. + a) 


( 6 . 12 ! 


(6.13 i 


(6.14) 


(6.15 1 


Equations (6.12) to (6.15) form the model of PAR for optimal power flow formulation. 
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6.4.3 Static VAR Compensator 

The static VAR compensator (SVC) is an important component for voltage control in 
power systems, which can help to maintain a bus voltage magnitude at a desired value 
during load variations. The SVC can both generate and absorb reactive power by means of 
thyristor controlled elements. It is usually continuously controllable over the full operating 
range determined by rating of the component. 

The inclusion of SVC models in the power flow program is fairly straight forward. The 
reactive power output of an SVC can be computed as 

QsVC = ViV-Vref)/XsL (6.16) 

Where X$l is the equivalent slope reactance in p.u., equal to slope of the voltage 
control characteristics, and Vt and V^ej are the node and reference voltage magnitudes, 
respectively. The equation (6.16) is valid as long as the reactive power Qsvc is between 
limits, set by available inductive (R,-nd) and capacitive (Reap) susceptances, defined below: 

Qmax = B,nd * Klf (6. IT) 

g,n.n = Reap * Ke/ (6-18) 

If slope XsL is small and will be close to Ve/. If the SVC is operating at 
limit, the corresponding susceptance value i.e. Reap or Bind is added to the bus admittance 
matrix Ygus- 

6.5 Optimal Power Flow Model 

Th.6 proposed model of optima^l power flow hRS been. formul8.ted to obtmn both, res.! and 
reactive power setting of sources and also the the settings of FACTS devices in view of 
minimizing either the total system real power loss or the total system reactive power loss 
subject to the system operating constraints. It can be expressed as 

Minimize Ploss Minimize Qi 0S5 (6.19) 

Subject to real and reactive power balance equations. 

Ng 

Y.Poi-PLoss-PD=^ 

i=l 


( 6 . 20 ) 
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N, 

^ / Qoi Q Loss Q D ~ ^ 

.=1 ^ ■“ ' 

and set of inequality constraints 


P -min ^ D << nmax 
Gi — ^Gi S ^Gi 


i = T. 


/V 

.i V 


( 6 . 22 ) 


i = T a; 

vr"' < v;- < i = i, -V 


where 

Hloss 

Q Loss 

Pg, 

Qg, 

Pd 

Qd 

-V. 

-N'., 


Total system real power loss 
Total system reactive power loss 
Real power output of generator-i 
Reactive power output of source-i 
Total real power demand of the system 
Total reactive power demand of the system 
Voltage magnitude at bus-i 
Total number of generators 

Total number of reactive power sources including generators. 


(6.231 

(6.24) 


Additional constraints for FACTS devices are: 



(6.25 ! 

o™" <(p< 

(6.26. 

Qf^^c < Qsvc < 

(6.27. 


The objective functions Ploss S'Hd Qloss have been expressed as 
OB.J-I : Real power loss minimization 
Nl 

^loss = ^ 

2 = 1 

OBJ-II : Reactive power loss minimization 
Nl 

Qloss ~ ^ V Qlm v" Qml 

i=l 


(6.29 
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Where line i is connected between buses M kL (Total Nl lines in the system) and 

Plm = Real power flow from bus-L to bus- iVf in line-z 

Pml = Real power flow from bus-.V/ to bus-L in line-z 
Qlm = Reactive power flow from bus-T to bus-M in bne-i 
Qml = Reactive power flow from bus-M to bus-I in line-z 

With the above two objectives, five test Ccises were simulated for each system as given 
below: 

Case-I. Rescheduling of generators with FACTS devices were made inoperative i.e. their 
outputs set to zero. 

Case-II: Optimal rescheduling of CSC with other FACTS devices made inoperative and 
generators’ output fixed to their base values. 

Case-Ill: Same as case-II but considering the rescheduling of only PAR. 

Case-IV: Same as case-II but considering the rescheduling of only SVC. 

Case-V : Rescheduling of generators and all the FACTS devices, simultaneously. 

6.6 Reactive Power Margin 

For a given stable operating state and reactive loading vector {Qi = (3°), when is 
varied, the operating state may change. Let at Ql = Ql Jacobian is singular. 

In reactive parameter space set of all Qi, such that the lo^^d flow Jacobian is singular, 
define a boundary of the feasible region (say S) for stable operation. E typically forms 
a hypersurface. When the reactive loads encounter S, the saddle node bifurcation can 
result in catastrophic voltage collapse and may lead to system blackout [90,105]. One of 
the ways to monitor the proximity of an operating point to voltage collapse is to measure 
the closest distance between operating point and the hypersurface S. Although the 
geometry of S is not known, S has been assumed to be convex in the present study. It is 
useful to calculate a critical reactive load power Ql ^ which HQr Ql 1I2 ^ local 
minimum [148,174,175,208]. The line segment Ql to Ql represents a worst case reactive 
load variation and - Qilb measures the proximity of to E. 

This problem has been formulated as an optimization problem and it \\ as solved bj/ 
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using Newton-Raphson method in reference [174,208]. A sequential quadratic program- 
mmg algorithm has been used in the present work, to find Ql such that \\Ql - Ql \\2 is a 
minimum while satisfying various constraints. 


6.7 Results 

The studies were conducted on the following three sample systems using HP 9000/7.3o 
computer; 

System-A: IEEE- 14 bus system given in Appendix-C 
System-B; IEEE-30 bus system given in Appendix-D 
System-C: 75-bus Indian system given in Appendix-E. 

For location of FACTS devices the eight most weak buses/areas were selected using 
continuation power flow. SVC was located at the weakest bus. P.A.R and CSC were 
located with the knowledge of the eight w'eakest buses and areas along with the network 
connectivity information as described in section 6.3. The range of SVC was considered 
to be -l.O p.u. to 1.0 p.u. CSC was assumed to provide compensation of 0 to 80%. PAR 
was assumed to operate in the range of ±30 degrees. Sequential quadratic programming 
was used for rescheduling of generators’ output and optimal setting of FACTS devices to 
minimize either the real power transmission loss {Ploss) or the reactive power transmission 
loss {Qloss)- The results of studies conducted on the three systems are described below. 

6.7.1 System— A 

The eight most weakest buses computed by continuation power flow method, in their 
rank order, for the IEEE-14 bus system were bus-14, bus-10, bus-7, bus-11, bus-6, bus-13. 
bus-9 and bus-12. These buses belong to the control areas - 2,4,2,6(transformer internal 
bus), 8,1 and 7 respectively as found in chapter 5 (Table 5.2,fea = 5). Hence, SVC was 
placed at the weakest bus-14(area -2). Area -2 is directly connected to areas - 1,4 and 8. 
.Although area - 1 is less weaker compared to area - 8, CSC has been placed in the line 
joining area -2(bus-14) and area - 8(bus-13). This was done due to the fact that element 
between areas - 2 and 1 is a transformer where CSC cannot be placed. PAR was located 
in the line joining area - 2 and area - 4. 
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Table 6.1; Reactive power (voltage stability) margin for system-A 


Objective 

function 

Measure 

Base Case 

Case-1 

Case-2 

Ca.se- 3 

Case-4 

Case5 

OBJ-I 

Qm{Li) 

1.056600 

1.106956 

1.127756 

1.060989 

1.151047 

1.152053 

Qm{L2) 

0.362286 

0.367045 

0.387748 

0.362901 

0.395007 

0.39533S 

OB.J-II 

i 

Qm ( -^ 1 ) 

1.056600 

1.107990 

1 

1.128756 

1.066404 

1.179748 

1.186609 

Qm{J^ 2 ) 

0.362286 

0.369935 

0.388848 

0.365454 

0.404995 

0.4075S2 


The optimization program was run using sequential quadratic programming for min- 
imizing both the OBJ-I and 0B.J-I1 separately for all the five cases defined in section 
6.5. The Lx and L 2 norm of reactive power margin {Qm] were calculated using method 
described in section 6.6 for all the test cases at the final optimal values of the system 
states and also at the base case. These margin values have been presented in Table 6.1. 

The optimal settings of the generators and F.ACTS devices for only case-5, obtained 
with the OBJ-1 and OBJ-II along with their base values, are given in Table 6.2. 

From Table 6.1 it can be observed that the reactive power margin increases more with 
optimal setting of generators and FACTS devices using OBJ-II as compared to the OBJ- 
I. Amongst all the three FACTS devices placed individually, the SVC has been found to 
be the most effective in maximizing the margin followed by PAR and CSC in sequence. 
When only generator rescheduling (case-1) was considered, it has also effectively increased, 
the reactive power margin. With all the devices considered simultaneously (case-5), the 
increase in reactive power margin is max:imum. 

6.7.2 System— B 

The eight most weakest buses as determined by Continuation Power Flo^\ Method, in 
their rank order for the IEEE 30-bus system, were bus-30, bus-26, bus-29, bus-24, bus- 19. 
bus-20 and bus-23. These buses belong to control areas 1,17.1,15,10.11 and 9 respectively 
as given in chapter 5 (Table - 5.5, fea = 13), Hence, SVC has been placed at the weakest 
bus (bus-30). Area - l(bus - 30) is directly connected to area - 9 only. Hence CSC was 
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Table 6.2: Optimal settings of Generators and FACTS devices of System-A 


Variable 

Base case | 

OBJ-I 

OBJ-lfl 

Pg. 

2.1061 

0.6573 

0.669"6| 

Pg2 

0.4000 

1.0000 

1.0000 1 

Pgz 

0.2000 

1.0000 

0.9892 

Qgi 

-0.1624 

-0.2305 

-0.395"^5 

Qg2 

0.3362 1 

0.0161 

0.3352 

Qog 

0.2033 

0.2400 1 

0.24"0'0 

Qg4 

0.2173" 

0.2429 

0.3195 

QGs 

0.1708 

0.1486 

0.1011 

SVC 

0.0000 

0.0805 

o.oiofl 

CSC 

0.0000 1 

0.0073 

0.0000 

PAR 

0.0000 

-0.6896 

-0.377^1 


placed in the line joining area - l(bus-;30) and area - 9(bus-10). Location of PAR was 
considered in the line connecting bus-28 and bus-3 to facilitate more power flow from 
stronger control area (area - 14)to the weakest area via transformer between buses 28 and 

10 . 

The optimization program was run using sequential quadratic programming for mini- 
mizing both OB.J-I and OB.J-II separately for all the five cases and reactive power margin 
was determined for all the test cases at the final optimal values of the system states 
and also at the base case. These margins have been presented in Table 6.3. 

The optimal setting of the generators and FACTS devices for only case-5 obtained 
with the two objectives along with their base values are given in Table 6.4. 

From Table 6.3 it can be observed that the reactive power margin increases more 
v,Hh optimal setting of generators and FACTS devrces using OBJ-II compared to OBJ-l. 
Amongst all the three FACTS devices placed rndividually, the SVC rn this system also 
has been found to be the most effective in maximizing the margin followed by PAR and 
CSC in sepnence. Only generator rescheduling (Case-l) has also effectively mcreased 
the reactive power margin. With all the devices considered simultaneously iCase-o). e 

increase in reactive power margin is maximum. 
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Table 6.3: Reactive power ( voltage stability) margin for system-B 


Objective 

function 

Measure 

Base Case 

Case-1 

Case-2 

Case-3 

Case-4 

Case5 

OB.J-I 

1 

Qm(-Ll) 

0.590885 

0.726689 

0.732648 

0.768940 

0.796919 

0.809230 

QmiL-z) 

0.130104 

0.206266 

0.204177 ^ 

0.198372 

0.224532 

0.225717 

OB.J-II 

Qm{Li) 

0.590885 

0.741618 

0.740053 

0.785958 

0.819913 

0.821598 

QmiL-l) 

0.130104 

0.206949 

0.206527 

0.200721 

0.227055 

0.228845 


Table 6.4: Optimal settings of Generators and FACTS devices of System-B 


Variable 

Base case 

OBJ-I 

OBJ-II 

Pgi 

2.3517 

0.5000 

0.4782 

Pg2 

0.4000 

1.1800 

1.0765 

Pgz 

0.2000 

1.2197 

1.3545 

Qgi 

-0.1590 

-0.0925 

-0.1428 

Qg2 

0.5000 

0.1654 n 

0.2096 

Qg3 

0.1988 

0.3612 

0.4099 

Qg. 

0.2280 

0.1841 

0.0412 

Q Gs 

0.3625 1 

0.2953 

0.34351 

Qgs 

0.1944^ 

0.1453 

0.10243 

SVC 

0.0000 

-0.0084 

-0.0115 

CSC 

0.0000 

0.0024 

0.0105 

PAR 

0.0000 

0.1627 

0.0720 
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Table 6.5; Reactive power (voltage stability) margin for system-C 


Objective 

function 

Measure 

Base Case 

Case-1 

Case- 2 

Case-3 

Case-4 

CaseS 

OBJ-I 

Qm(Tl) 

1.8322 

1.9527 

1.8473 

1.8227 

1.9556 

2.1045 

Qm( A 2 ) 

0.0867 

0.0934 

0.0871 

0.0871 

0.1025 

0.1587 

OBJ-II 

QmiLx) 

1.8322 

2.0814 

1.8612 

1.8583 

1.9824 

2.4904 

Qm{L2) 

0.0867 

0.0938 

0.0878 

0.0876 

0.1092 

0.1605 


6.7.3 System-C 

The eight most weakest buses in their rank order, for UPSEB 75-bus system as computed 
by continuation power flow method, were bus-52, bus-70, bus-72, bus-51, bus-60, bus-25. 
bus-22 and bus-29. Hence, the SVC was placed at the weakest bus (bus-52). Out of 
these eight buses bus-70, bus-72, bus-60 and bus-25 belong to one control area - 2(refer 
Table 5.7,fea = 30) and bus-52 and bus-51 form another control area - 1 as determined in 
chapter 5. In order to provide reactive power support to weakest bus - 52(area - 1), CSC 
was placed in the only link between bus - 51(area - 1) and stronger bus - 27(not included 
in the list of S weakest buses). Next weakest control area - 2 is directly connected to only 
area - 3(bus-22). However, element between weakest area - 2 and area - 3 is a transformer 
where PAR can not be placed. Hence, it was placed between bus - 22 and stronger bus-26. 

The optimization program was run using sequential quadratic programming for min- 
imizing both objectives OBJ-I and OBJ-II separately for all the test cases and reactive 
power margin (Qm) has been computed for all the test cases at final optimal values of the 
system states and also at the base case. These margins have been presented in Table 6.6. 

The optimal settings of the generators and FACTS devices for only case-5 obtained 
with the OBJ-I and OBJ-II along with their base values are given in Table 6.5. 

From Table 6.5 it can be observed that the reactive power margin increases more with 
optimal setting of generators and FACTS devices using OBJ-II compared to the OBJ-I. 
Amongst all the three FACTS devices placed individually the SVC has been found to be 
the most effective in maximizing the margin followed by CSC and PAR in sequence. "When 
only generator rescheduling (case-1) was considered, it has also effectively increased the 
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Table 6.6; Optimal settings of Generators and FACTS devices of System-C 


Variable 

Base case 

OBJ-I 

OBJ-II 

Pg, 

7.7515 

5.2587 

5.3752 

Pg2 

2.6000 

1.4922 

3.0000 

Pg2 

1.8000 

2.0000 

2.0000 

POi 

1.0000 

1.7000 

1.7000 

Pa. 

1.8000 

2.4000 

2.4000 

POe 

1.2000 

1.2000 

1.2000 

Pg2 

0.6000 

1.0000 

1.0000 

Pg^ 

0.8000 

1.0000 

1.0000 

POi 

5.5000 

5.3458 

3.7495 

Pqio 

0.8000 

1.2000 

1.2000 

PQiI 

1.0900 

2.0000 

2.0000 

PGx2 

18.0000 

18.0000 

18.0000 

PGxZ 

9.0000 

9.0000 

9.0000 

Pa i4 

1.5000" 

1.5000 

1.5000 

PqxS 

4.5400 

4.5400 

4.5400 

Qgi 

0.2016 

0.2653 

0.1007 

Q G 2 1 

0.9600 

0.4279 

0.4046 

Qg3 

0.6876 

0.5519 

0.4790 

Qoi 

0.4962 1 

0.0543 

0.0000 

Qgs 

0.1948 

0.2200 

0.20850 

Qgs 

0.1161 

0.1176 

0.1120 

QGj 

0.0485 

0.0592 

0.0546 

Q Gg 

0.6800 

0.3656 

0.0490 

Qog 

0.9691 

0.3638 

0.1579 

QgiO 

0.3165 

0.2333 

0.0000 

QgiI 

0.6242 

0.48154 

0.4046 

QGi2 

2.4890 

1.44807 

1.3082 

QGi3 

1.2186 

0.790'6 

0.7253 

^Gi4 

0.3074 

0.0738 

0.2464 

QGiS 

-0.3000 

-0.3000 

-0.3000 

SVC 

0.0000 

-0.0386 

-0.2385 

CSC 

0.0000 

0.0203 

0.0490 

PAR 

0.0000 

2.80 

3.34 
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reactive power margin in this system also. With all the devices considered simultaneously 
(case-5), the increase in reactive power margin is maximum. 


6.8 Conclusion 

In this chapter, a simple method based on the identification of weakest buses obtained 
by continuation power flow method and the control areas has been used to decide the 
placement of FACTS devices. The optimal setting of FACTS devices and generators have 
been computed and their effect on maximization of stability margin were studied. 

The studies presented in this chapter on three sample systems reveal the following, 

(i) Considering either the real power loss minimization (OBJ-1) or the reactive power 
loss minimization (OBJ-II) in all the five cases have resulted into increase in voltage 
stability margin. 

(ii) Reactive power loss minimization (OBJ-Il) has been found to be more effective as 
compared to the real power loss minimization (OBJ-I) in enhancing the reactive 
power margin. 

(iii) When the optimal adjustment of the FACTS devices were considered one at a 
time, the optimal adjustment of SVC (Case-lV) was found to be the most effec- 
tive amongst the three devices with either of the two objectives. 

(iv) The optimal adjustment of all the FACTS devices and source outputs, simultane- 
ously, provide maximum increase in the stability margin. 



Chapter 7 


Conclusions 


7.1 General 

The developments in fast protective devices, controllers and their use in the power system 
networks has increased the transient stability limit of the system allowing more real power 
transfer through transmission lines. However, the stressed operation of power system, due 
to increased loading on generation and transmission network has made the possible threat 
of voltage instability more pronounced and the systems have become voltage stability 
limited. Since, the voltage itself is a poor indicator of voltage stability, specially in 
the presence of reactive power compensating devices, it is essential to determine voltage 
stabilitv margin also for secure operation of the system. This thesis has addressed to 
certain aspects of voltage contingency selection forming a part of the security analysis, 
static and dynamic voltage stability margin prediction and the static voltage stability 
margin enhancement. The main contribution of the thesis include the development of. 

• a new method for contingency selection consisting of a fast model based on Artificial 
Neural Network (ANN) for post outage voltage prediction and a fuzzy logic based 
contingency ranking method considering the bus voltage deviations as well as system 
voltage stability margin as described in chapter 2, 

• a fast method for prediction of nearest saddle node bifurcation point m the system 
using an analog simulation based Neural Network given in chapter 3. 

. a new method for determining the dynamic voltage stability margin with respect to 
the distance to closest Hopf bifurcation using an optimization technioue covered in 
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chapter 4, 

• a new method to determine voltage control area based on entropy concept valid for 
wide range of operating conditions reported in chapter 5, and 

• a simple approach for siting of flexible A C Transnaission system (FACTS) devices 
and studying the impact of optimal adjustment of generators and FACTS devices 
output on static voltage stability margin enhancement given in chapter 6. 

The objective of this chapter is to highlight the main findings of the work carried out 
in this thesis and provide suggestions for further research work in this area. Some of the 
main findings are given below. 


7.2 Summary of Important Findings 


In chapter '2, a new method based on ANN using Functional Link Network (FLN) model 
was lieveloped for post-outage bus voltage prediction. Fuzzy logic has been used .u 
compute the performance indices of the contingencies required for ranking them in order 
of their relative severities. Voltage stability margin has been included, probably for the 
lirst time, for contingency selection. Results of three systems reveal the following: 

(1) Voltages predicted by the proposed FLN based ANN models are quite accurate and 
can be used for contingency selection. The average error in all the test cases were 

within 1%. 


(2) The ANN based voltage prediction method is extremely fast. The maximum C 
time in all the three systems was found to be 0.24 seconds. 

(3) Fuzzy logK can be effectively used for obtaining the performance indices (Pis) for 
vanous conttngencies. It is free from nrisranking effect as it does not depend on the 

choice of weighting factors. 

1 ■ Is nw when the PI is calculated based on the voltage 

(4) The contingency ranking changes vhen tne ri „ t • 

^ hv iisins: onlv the bus voltage deM" 

stability margin an compared to those obtained by using 1. 


ations. 
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Chapter 3 has presented a new approach utilizing an analog simulation based ANN 
method for determining the closest saddle node bifurcation point. The results obtained 
on two sample systems were compared with sequential quadratic programming (SQP) 
method. The studies conducted in this chapter reveal the following. 

(i) The parameter values at saddle node bifurcation point, obtained by the proposed 
method and the SQP method are comparable. Voltage stability margin defined as 
the Euclidean distance from base case operating point to the predicted saddle node 
bifurcation point by the two methods are almost equal. 

(ii) The proposed analog simulation based method can be effectively used for real time 
prediction of the closest saddle node bifurcation point, as the CPU time required is 
much less compared to the SQP method. 


(iii) The minimum eigenvalue of the load flow .Jacobian at the predicted saddle node 
bifurcation point is close to zero obtained either by the proposed method or the 
SQP method. 

(iv) The proposed analog simulation based approach is quite modular m nature and can 
be easily extended to large size systems. 

In chapter 4, a new method based on optimization technique has been developed and 
demonstrated to estimate the closest Hopf bifurcation point in parameter space. The 
studies conducted in this chapter reveal the following: 


(1) The proposed method effectively predicts the closest Hopf bifurcation point and 
does not require any assumption of pattern or the direction in which the load is to 

be increased. 



The distance to saddle node bifurcation point was found to be more than the closest 
Hopf bifurcation point in all the test systems. 


(3) The minimum power margin to the Hopf bifurcation can be utilised as an uselul 
index of proximity to voltage instability. The security boundary S to Hopf bifurca- 
ticn deEnes limitation on power system performance and must be avoided to prevent 


instability of the system. 
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A new method for determining the voltage control areas, using entropy concept, has been 
suggested and demonstrated on three sample systems in chapter 5. The results have been 
compared with a sensitivity based method [131]. The studies conducted in this chapter 
reveal the following: 

( 1 ) The control areas determined with the proposed method remain valid for wide range 
of loading conditions whereas in case of the Jacobian sensitivity method [131] voltage 
control areas have to be recomputed for small change in loading conditions. 

(2) .\s the number of features selected to determine the control areas increases in 
the proposed method or the threshold value (a) decreases in the sensitivity based 
method, the number of control areas decreases. 


(3) The buses within each control area obtained with the proper choice of features or 
values of threshold e.vhibit identical Q — V curves. 

In chapter 6. a simple method based on the knowledge of identification of weakest 
buses obtained by continuation power flow and the control area has oeen used to decide 
tdie placement of FACTS devices. The optimal setting of FACTS devices and generators 
have been computed and their effect on maximization of stability margin was studied. 

The studies presented in this chapter on three sample systems reveal the following. 


( 1) (’oiisidering either the real power loss minimization (OBJ-I) or the reactive power 
loss minimization (OBJ-II) as objective in ail the five cases, increase in voltage 

stability margin is observed. 

(2) Reactive power loss minimization (OBJ-II), as an objective to determine outputs of 
generators and/or FACTS devices, was found to be more effective as compared to 
Le real power loss minimization (OBJ-I) in enhancing the voltage stability (reactive 


power) margin. 

(3) When the optimal adjustment of the FACTS devices (CSC,PAR.SVC) were con- 
sidered one at a time, the optimal adjustment of SVC alone (Case-lV) is found to 
be the most effective amongst the three devices with either of the two objectives 


(OBJ-I or OBJ-II) utilized. 

4) The optimal adjustment of aU the FACTS devices and generator outpnts simult 
neously, results into maximum increase in the voltage stability margin. 
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7.3 Scope for Further Research 

As consequence of investigations carried out in this thesis, the following aspects are being 
suggested as future research work to be carried out. 

(i) The results obtained in chapter 3 and 4 were restricted to the smaller systems (3-bus 
and 9-bus systems) due to limitation of the available softwares (SPICE in chapter-3 
and SQP in chapter-4). The approach can be demonstrated on larger practical sized 
systems with the new versions of these softwares having capabilities of handling large 
size problems. Further, the studies in chapter 4 can be extended to consider the 
dynamic models of loads. 

(ii) In chapter 5 the work presented has considered a fixed topolog\' of the network for 
determining the control area. However, the proposed method is quite general and 
can be easily extended to cover different network topologies and much wider range 
of loading conditions. Moreover the approach is required to be extended to define 
control areas from dynamic consideration, so that they can be utilized for dynamic 
voltage stability studies. 

(iii) In chapter 6. a very simple approach was used to site the FACTS devices and the 
impact of rescheduling of these devices and generator outputs were studied on static 
voltage stability margin. A more rigorous studies considering the detailed models of 
FACTS devices can be used to find their optimum locations not only from point of 
enchancing static voltage stability / maximum power transfer, but also to increase 
the system dynamic voltage stability. Impact of optimum setting of these devices 
and generators can be studied in enhancing the dynamic voltage stability margin. 
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Appendix A 


Data for 3-Bus Test System 

The 3 bus system is shown in Figure A.l.'The system data is taken from ref. [213]. The 
relevant data are provided in following tables. 


Table A.l: Line Data 


From 

To 

Series impedence 

Shunt susceptance 

bus 

bus 

R(p.u.) 

X(p.u.) 

B/2(p.u.) 

1 

2 

0.0000 

0.1000 


2 

3 

0.0000 

0.1000 


3 

1 

0.0000 

0.1000 

0.0500 


Table A. 2: Machine and excitaion system data 


parameter 

value 

parameter 

value 

H{s) 

10 

D(p.u) 

1.00 

■Upm) 

0.90 

Xd'{p-u) 

0.70 

X,{p.u) 

0.85 

Xg'ip.u) 

0.10 

“TTP 

8.00 

TM ' 

0.25 

Ka{P-u) 

25.00 

Us) 

0.20 

A'b(p.u) 

1.00 

Us) 

0.35 

Kf{p-u) 

0.0^ 

Us) 

0.35 








Appendix B 


Data for 9 Bus Test System (at 100 
MVA base) 


The 9 bus system is shown in Fig. B. The system data is taken from ref. [10]. The relevant 
data arc provided in following tables. 


Table B.l: Line Data 


From 

bus 

To 

bus 

Series impedence 

Shunt susceptance 
B(p.u.) 

R(p.u.) 

X(p.u.) 

1 

4 

0.0000 

0.0576 

0.0000 

4 

6 

0.0170 

0.0920 

0.1580 

6 

9 

0.0390 

0.1700 

0.3580 

9 

3 

0.0000 

0.058^^ 

0.0000 

— j 

9 

8 

0.0119^ 

0.1008 

0.2090 

8 

7 

0.0085 

0.0720 

0.1490 

7 

2 

0.0000 

0.0625 

0.0000 

7 

5 

0.0320 

0.1610 

0.3060 

5 

4 

0.0100 

0.0850 

0.1760 
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Table B.2: Machine Data 


Parameter 

Machine- 1 

Machine-2 

Machine-3 

Xd(p.U.) 

0.1460 

0.8958 

1.3125 

.Y'(p.u.) 

0.0608 

0.1198 

0.1813 

^do(sec.) 

8.96 

6.00 

5.89 

A"q(p.u.) 

0.0969 

0.8645 

1.2578 

A;(p.u.) 

0.0608 

0.1198 

0.1813 

T'.oi^ec.) 

0.310 

0.535 

0.600 

H{sec.) 

23.64 

6.40 

TOi 

D(p.u.) 

1.0 

1.0 

1.0 


Table B.3: Bus Data 


Bus 

No. 

Bus 

Type 

Generation(p.u.) 

Load(p.u.) 

Voltage 

Magnitude 

Real 

Reactive 

Real 

Reactive 

1 

Swing 

— 

— 

0.00 

0.00 

1.0400 

2 

PV 

1.63 

— 

0.00 

o.o'o 

1.0253 

3 

PV 

0.85 

— 

0.00 

0.00 

1.0253 

4^ 

PQ 

0.00 

o.ool 

0.00 

o.ool 

— 

5 

PQ 

0.00 

0.00 

1.25 

0.50 

— 

6 

PQ 

0.00 

0.00 

0.90 

0.30 

— 


PQ 

0.00 

0.00 

0.00 

0.00 

— 

8 

PQ 

0.00 

0.00 

1.00 

0.35 


9 

PQ 

0.00 

0.00 

0.00 

0.00 
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Load C 




Appendix C 

Data For IEEE 14-Bus Test System 
(At 100 MVA Base) 


ThoIEEE 14-bus system is shown in Fig. C.l. The system data is taken from reference [60] 
aiul buses renumbered. The relevant data are provided in following tables. 


Table C.l: Generator Bus Data 


Bus 

No. 

Scheduled real 
power generation 

Pg(MW) 

Specified Voltage 
magnitude 
Vspec. (p.n.) 

Load 

Real 

(MW) 

Reactive 

(MVAR) 

1 (slack) 

— 

1.060 

0.00 

0.00 

2 

40.0 i 

1.045 

21.70 1 

12.70 

3 

20.0 

1.070 

11.20 

07.50 

4 

— 

1.010 

94.20 

19.00 

5 

— 

1.090 

0.00 

0.00 
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Table C.2: Generator Data 


Gen. 

no. 

Real power j 

generation limit 

Reactive power 
generation limit 

Maximum 

(MW) 

Minimum 

(MW) 

Maximum 

(MVAR) 

Minimum 

(MVAR) 

1 

200.0 

50.0 1 

100.0 1 

-45.0 

2 

100.0 1 

20.0 

50.0 1 

-40.0 

3 

100.0 

20.0 

24.0 

-06.0 

4 

— 

— 

40.0 

0.0 

5 

— 

— 

24.0 

-06.0 


Table C.3: Load Bus Data 


Bus 

Load 

External shunt 
susceptance(p.u.) 

No. ■ 

Real (MW) 

Reactive (MVAK) 

6 

0.0 

0.0 

0.0 

7 

29.5 

16.6 

-0.19 

S 

7.6 

1.6 

0.0 

iT 

47.8 

^ 1 

0.0 

10 

0.0 

5.8 

0.0 

11 

O ” 

Ts ~ 

0.0 

12 

6.1 

L6 

0.0 

13 

1 lT5 

'IZIIIIII 

0.0 

14 

14.9 

j 5.0 

0.0 
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Table C.o: Line Data 


Line 

From 

To 

Series impedence 

Shunt susceptance 

no. 

bus 

bus 

Resistance (p.u.) 

Reactance (p.u.) 

?B(p.u.) 

4 > 

1 

8 

0.05403 

0.22304 

0.0246 

5 

2 

8 

0.05695 

0.17388 

0.0170 

6 

4 

9 

0.06701 

0.17103 

0.0173 

7 

9 

8 

0.01335 

0.04211 

0.0064 

8 

1 

2 

0.01938 

0.05917 

0.0264 


2 

4 

0.04699 

0.19797 

0.0219 

10 

6 

5 

0.00000 

0.17615 

0.0000 

ll 

2 

9 

0.05811 

0.17632 

0.0187 

12 

6 

7 

0.00000 1 

. 

0.11001 

0.0000 

13 

7 

10 

0.03181 

0.08450 

0.0000 

14 

3 

11 

0.09498 

0.19890 

0.0000 

15 

3 

12 

0.12291 

0.25581 

0.0000 

16 

3 

13 

0.06615 

0.13027 

0.0000 

17 

7 

14 

0.12711 

0.27038 

0.0000 

18 

10 

11 

0.08205 

0.19207 

0.0000 

18 

12 

13 

0.22092 

0.19988 

0.0000 

20 

13 

14 

0.17093 

0.34802 

0.0000 
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Data For IEEE 30-Bus Test System 
(At 100 MVA Base) 


The IEEE 30- bus system is shown in Fig. D.l. The system data is taken from reference [60: 
and buses renumbered. The relevant data are provided in following tables. 


Table D.l: Generator Bus Data 


Bus 

No. 

Scheduled real 
power generation 
Fg(MW) 

Specified Voltage 
magnitude 
Vspec. (p.u.) 

Load 

Real 

(MW) 

Reactive 

(MVAR) 

1 (slack) 

— 

1.060 

00.00 

00.00 

2 

40.0 

1.045 

21.70 1 

12.70 

3 

20.0 

1.010 

0.00 ^ 

30.00" 

4 

— 

1.082 

30.00 

0.0 

5 

— 

1.010 

9.42 

19.00 

6 

■ 

1.071 

0.0 

0.0 
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Table D.2: Generator Data 


Gen. 

no. 

Real generation 
limit 

React, generation 
limit 


Maximum 

(MW) 

Minimum 

(MW) 

Maximum 

(MVAR) 

Minimum 

(MVAR) 

1 

300.0 

50.0 

150.0 

-100.0 

2 

150.0 

20 

50.0 

-40.0 

3 

150.0 

20.0 

40.0 

-10.0 

4 

— 

— 

24.0 

-06.0 

5 


— 

40.0 

-40.0 

6 

— 

— 

24.0 

-06.0 





(b) 3 - WINDING TRANSFORMERS 
EQUIVALENTS 


Figure D.l: 


CHAPTER D. DATA FOR IEEE 30-BUS TEST SYSTEM 


149 


Table D.3: Load Bus Data 


Bus 

Load 

External shunt 

No. 

Real(MW) 

React! ve( M VAR) 

susceptance(p.u.) 

7 

0.0 

0.0 

0.00 

8 

5.8 

2.0 

0.00 

9 

11.2 

7.5 

0.00 

10 

0.0 

-0.0 

0.19 

11 

7.6 T 

1.6 

0.00 

12 

22.8 

10.9 

0.00 

13 

0.0 

0.0 

0.00 

14 

6.2 

1.6 1 

0.00 

15 

8.2 

2.5 

0.00 

16 

3.5 

1.8 

0.00 

17 

9.0 1 

5.8 

0.00 

18^ 

3.2 

09 

0.00 

19 

9.5 

3.4 

0.00 

20 

2.2 

0.7 

0.00 

21 

17.5 

11.2 

0.00 

22 

1 ol 

0.0 

0.00 

23 

3.2 

1.6 

0.00 

24 

8.7 

6.7 

0.043 

25 

1 0^0 

0.0 

0.00 

26 

I T5 

2.3 

0.00 

27 

1 li 

1.2 

0.00 

28 

i o 

0.0 

0.00 

29 

2.4 

0.9 

0.00 

30 

i 106 

1.9 

0.00 
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Table D.5: Line Data 


Line ] 

no. 

^rom 
bus 1 

Lo 

Series impedence J 

jhunt susceptance 
lB(p.u.) 

)US ] 

Resistance (p.u.) 1 

Reactance (p.u.) 

5 

2 

5 

0.0472 

0.1983 

0.0209 

6 

2 

13 

0.0581 

0.1763 

0.0187 

7 

11 

13 

0.0119 

0.0414 

0.0045 

8 T 

5 I 

12 

0.0460 

0.1160 

0.0102 

9 

13 1 

12 I 0.0267 

0.0820 

0.0085 

10 

13 

3 

0.0120 

0.0420 

0.0045 

11 

1 

2 

0.0192 

0.0575 

0.0264 

12 

1 1 

27 

0.0452 

0.1852 

0.0204 

13 

7 

8 

0.0000 

0.1100 

0.0000 

14 

2 

11 

0.0570 

0737 1 

0.0184 

15 

9 

14 

0.1231 

0.2559 

0.0000 

16 ' 

9 

15 

0.0662 0.1304 

0.0000 

17 

9 

16 

0.0945 

0.1987 

0.0000 

IS 

14 

15 

0.2210 

0.1997 

0.0000 

19 

16 

17 1 0.0824 

0.1923 

0.0000 

20 

15 

18 

0.1070 

0.2185 

0.0000 1 

21 

18 

19 

0.0639 

0.1292 

0.0000 

22 

19 

20 

0.0340 

0.0680 

0.0000 

A A A A A 

23 " 

8 

20 

0.0936 

0.2090 

0.0000 

24 

8 

17 

0.0324 

0.0845 

0.0000 

A A A A A 

25 

8 

21 

0.0348 

0.0749 

0.0000 

A A A A A 

2() 

8 

22 

0.0727 

0.1499 

0.0000 

A A A A A 

27 

21 

22 

0.0116 

0.0236 

0.0000 

28 

15 

23 

0.1000 

0.2020 

0.0000 

A A A AA 

9Q 

22 

24 

0.1150 

0.1790 

o.uuuu 

A A A A A 

30 

'll 

23 

24 

24 

95 

0.1320 

0.1885 

0.2700 

0.3292 

o.oouu 

0.0000 

A A A A A 

o i 

32 

33 

34 

35 

25 

25 

27 

10 

10 

26 

10 

11 

29 

30 

0.2544 

0.1093 

0.0132 

0.2198 

0.3202 

0.3800 

0.2087 

1 

0.4153 

0.6027 

0.0000 

I 0.0000 

0.0042 

0.0000 

0.0000 
n nnnn 

37 

38 

39 

i r 

30 

28 

28 

0.2399 

006 ^ 

A AAAA 

0.4533 

"" olooo 
0599 
0.1400 

U.UUUU 

0.0214 

0 . 006'5 

0.0000 

40 

1 r 

6 

O.uuuu 

OoO 

0.0000 

41 7 

4 

U.UUUU 
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Data For 75-Bus UPSEB Test 
System (At 100 MVA Base) 


The 75-bus UPSEB system is shown in Fig. E.l. The system data is taken from U.P. 
State Electricity Borad and buses are renumbered. The relevant data are provided in 
following tables. 


Table E.l: Generator Data 


Bus 

Scheduled real 

Specified Voltage 

Real power limits 

Reactive power limits 

No. 

power gen. 

magnitude 

Maximum 

Minimum 

maximum 

Minimum 


Pg(MW) 

Vspec. (p.u.) 

(MW) 

(MW) 

(MVAR) 

(MVAR) 

1 (slack) 

— 

1.030 

900.0 

100.0 

400.0 

0-0 

2 



300.0 

100.0 

96.0 

0.0 

3 




HESSU 

83.0 

0.0 

4 






0.0 

5 



240.0 

00.0 

31.0 

0.0 

6 



120.0 

00.0 

20.0 

0.0 

7 

HHEKSHi 

HHQEBHH 

100.0 

00.0 

19.0 

0.0 

8 

HHBEHli 


100.0 

20.0 

68.0 

0.0 

9 



570.0 

60.0 

250.0 

0.0 

10 

■HMHi 


120.0 

30.0 

56.0 


11 

109.0 

1.020 

200.0 

40.0 

105.0 

HBQH 

12 

1800.0 

1.050 

1800.0 

1800.0 

344.0 

MEM 

13 

900.0 

1.050 

900.0 

900.0 

2'80.0 


14 

150.0 

1.030 




0.0 

15 

454.0 

1.010 




-30.0 
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Table E.2 (Contd.) .. . 


Bus 

Load 

Line Reactors 

No. 

Real(MW) 

Reactive( M VAR) 

in(MVAR) 

65 

147.84 

12.81 


66 

31.74 

15.18 


67 

96.43 

10.55 


68 

42.87 

33.60 


69 

55.94 

32.53 


70 

23.34 

2.30 


71 

91.73 

21.36 


72 

52.52 

11.76 


73 

477.0 

00.0 

50.0 

74 

288.0 

0.0 

283.0 

75 

-444.0 

0.0 




Figure 


E.l: 75-bus UPSEB system 
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Table E.3; Transformer Data 


Line 

no. 

From 

bus 

To 

bus 

Series imp 
Resistance (p.u.) 

)edance 

Reactance (p.u.) 

Tap settings 

1 

17 

1 

.00073 

.01460 

1.000 

2 

16 

2 

.00123 

.02469 

1.000 

3 

18 

3 

.00000 

.02917 

1.000 

4 

28 

4 

.00306 

.06135 

1.000 

5 

31 

5 

.00235 

.04710 

1.000 

6 

32 

6 

.00514" 

.10285 

1.000 

Y 

33 

7 

.00549 

.10978 

1.000 

'8 

34 

8 

.00000 

.04860 

1.000 

9 

35 

9 

.00049 

.01943 

1.000 

10 

24 

10 

.00243 

.04860 

1.000 

11 

40 

11 

.00770 

.02720 

1.000 

12 1 

41 

12 

.00016 

.00591 

1.000 

13 

42 

13 

.00030 

.01199 

1.000 

14 

43 

14 

.00000 

.02841 

1.000 

15 

44 

15 

.00000 

.02273 

1.000 

16 

19 

20 

.00130 ' 

.05208 ! 

1.000 

17 

19 

20 

.00130 

.05208 

1.000 

18 

17 

16 

.00065 

.02604 

1.000 

19 

22 

25 

.00130 

.05208 

1.000 

20 

22 

25 

.00130 . 

.05208 

1.000 

21 

23 

24 

.00130 

.05200 

1.000 

22 

23 

24 

.00130 

.05200 

1.000 

23 

26 

27 

.00130 

.05200 

1.000 

24 

26 

27 

.00130 

.05200 

1.000 

25 

29 

30 

.00129 

.05208 

1.000 

1.000 

1 AAA 

26 

29 

30 

.00129 

.052uo 

27 

29 

30 

“.00129 

.05208 

1.000 

1 AAA 

28 

36 

37 

TO 130 

.05208 

l.UUU 

1 AAA 

•)q 

36 

37 

.00130 

.05208 

i.UUU 

30 

38 

39 

.00130 

.05208 

1.000 

1 AAA 

31 

45 

44 

.00112 

.04444 

LUuU 

1 Ann 

32 

45 

44 

Toorn 

.04444 

i.UUU 
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Table E.4 (Contd.) ... 


Line 1 
no. 

From 

bus 

To 

Series impedence 

Shunt susceptance 
\B (p.u.) 

bus 

Resistance (p.u.) 

Reactance (p.u.) 

73 

49 

40 

.01330 

.06680 

.05420 

74 

38 

29 

.00370 

.03762 

.48870 

75 

38 

22 

.00325 

.03307 

.43264 

76 

18 

47 

.00437 

.02552 

.09399 

yy 

30 

65 

.00248 

.01186 

.04294 

78 

41 

42 

.00031 

.00310 

.04056 

79 

42 

74 

.00918 

.09306 

1.21680 

80 

23 

74 

.00015 

.00155 

.02704 

81 

24 

67 

.00124 1 

.00593 

.02147 

82 

18 1 

68 

.00336 

.01963 

.01808 

83“ 1 

18 

71 

.01344 

.07852 .07230 

84" 

27 

68 

.01344 

.07852 

.07230 

85 

27 

71 

.00336 

.01963 

.01808 

86’ 

43 

58 

.01315 .06696 

.05278 

87 

43 

56 

.00499 .02397 

.08523 

88 

55 

44 

.01996 .09588 

.08523 

89 

-j — ^ 

1 55 

44 

.01996 

.09588 

.08523 

90 

73 

45 

.00121 

.01109 

.72815 

91 

29 

22 

.00260 

.02646 

.34610 

!)2 

21 

65 

.00083 

.00396 

.01431 

93 

34 

54 

i B540 

.17020 

. 15130 

1 K 1 O A 
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